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STUDIES ON THE TREATMENT AND DISPOSAL OF 
INDUSTRIAL WASTES. 


HARLE B. PHELPS, 


Professor of Chemistry, Hygienic Laboratory, U. S. Public Health Service. 


Any general program for the prevention of stream pollution must 
be based upon a complete economic study of the many phases of the 
problem. Stream pollution affects the public health directly when 
it becomes the means of transmission of the organisms of infectious, 
water-borne disease from one person to another. It affects the public 
health indirectly when it becomes a contributory agent to that final 
result. The admission of such infectious material as city sewage 
into a water supply is a direct menace, but its 111 effects may be largely 
offset by sewage treatment, dilution, and natural purification in the 
stream and purification of the water supply. Economically it is best 
to utilize these three lines of defense to varying degrees, relying more 
or less upon the one or the other of them, according to the require- 
ments of each situation. 

The presence of industrial wastes in such a stream constitutes an 
indirect menace to the public health in so far as they may draw upon 
the stream’s natural purifying power, thereby delaying or preventing 
the ultimate disposal of directly infectious matter. These wastes, 
furthermore, may add to the burden of water-treatment works and 
decrease both their efficiencies and their margins of safety. Finally, 
stream pollution by industrial wastcs dulls the esthetic sense of a com- 
munity, and, by presenting apparently insuperable barriers to any 
real progress toward a clean stream, may delay or permanently 
prevent the proper treatment of the more dangerous sewage pollution. 

Economically, the complication introduced by the industrial-waste 
problem is still greater. The relation of sewage treatmeni to water 
supply is a social or community problem, to be dealt with in terms 
of public welfare and at public cost. The utilization of a stream 
for the disposal of an industrial waste, however great the resulting 
evil, may be a vital necessity for the well-being of an industry upon 
which the prosperity of the community itself largely depends. 

In approaching this problem, therefore, it becomes necessary to 
determine whether any alternative method of disposal, or any reme- 
dial method of treatment, be available or can be devised. Such a 
method must, first of all, be reasonable in cost, consideration of 
reasonableness being based upon the relative additional charge the 
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treatment in question will impose upon the cost of the final products 
of the industry. An industry making a high-grade bond paper, for 
example, could in general sustain a much heavier purification charge 
than one making the same quantity of strawboard. 

Even this general rule, however, is not a safe one in every case, 
for the particular bond paper might conceivably be in such close 
competition with papers made by other processes that a slight addi- 
tional tax would overthrow the balance and drive it from the market, 
whereas the cheaper paper might conceivably have less active com- 
petition and be in position to withstand a considerable readjustment 
of manufacturing costs. 

While these economic considerations form no part of the present 
series of investigations, they must underlie any general and enduring 
program for the prevention of stream pollution and the reclamation 
of stream resources now being wasted through lack of such a pro- 
gram. In particular they impress upon the investigator the impor- 
tance of economical procedures. For while it may be true that 
some industries are in position to increase their manufacturing costs 
by the installation of expensive treatment works, it is certainly true 
that most of them are not and that the more expensive the recom- 
mended remedy the less the hkelihood of its adoption. 

Utilization of waste products is naturally the ideal solution. In 
many cases in the past this has been found possible, and investiga- 
tions which have been begun to relieve a nuisance have succeeded in 
developing recoveries of great value. The development of the mar- 
ket for hydrochloric acid, at one time a waste and a nuisance, is a 
case in point. Opportunities for such striking results are not com- 
mon in this age of conservation, but partial recoveries of by-prod- 
ucts, and some reduction in the net cost of treatment, is always a 
possibility. 

In the series of investigations of various industrial waste prob- 
lems, which have been carried on by the United States Public Health 
Service during the past three years, it has been the controlling 
aim to develop methods of treatment and disposal which would 
serve the fundamental purpose of conservation of stream resources 
in the most inexpensive manner. In recognition of the fact that 
partial treatments of varying degrees of completeness are desirable 
to meet the varying requirements of practice, alternative methods and 
supplementary methods have frequently been worked out. 

It has been the further aim to perform all the experimental work 
upon as large a scale as practicable and at the works themselves 
rather than in the laboratory. The experiments are therefore large 
scale-testing station experiments, carried over a sufficient length of 
time to justify definite conclusions as to their practicability. 

In recognition, however, of the essential value of laboratory re- 
search in many of these problems there has been carried on simul- 
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taneously with the field studies many more refined laboratory ex- 
periments, the results of which have been of the most practical value. 
The analytical control of the testing station operation has also been 
of a laboratory nature. 

The present report deals with the treatment and disposal of the 
waste arising from the manufacture of strawboard. The strawboard 
industry is strongly developed throughout the middle Western 
States, especially along the Ohio Valley. From the point of view 
of waste disposal, it is characterized by the production of a large 
volume of a particularly harmful waste in the course of manufacture 
of a very cheap product. Economically the margin allowable for 
purification treatment is extremely small, while the possibilities of 
harm are great. The alkaline and highly turbid character of the 
waste makes it especially harmful to fish life. Its high content of 
very stable coloring matter produces an undesirable, although quite 
harmless, discoloration in the stream, while its tendency to precipi- 
tate sewage and other pollutional matter, along with its own great 
bulk of sediment, brings about conditions of physical nuisance in 
the stream which have for 20 years or more led to litigation, to 
makeshift remedies, and even to the closing of the mills. 

At the suggestion of the Indiana State Board of Health, it was 
decided to undertake a new investigation of this problem, although 
it had already received considerable study, especially by the water 
resources branch of the United States Geological Survey. This 
work has been done in cooperation with the State board, whose rep- 
resentatives have been especially helpful in securing a suitable loca- 
tion for the work and have kept in close touch with its progress 
throughout. 

Sanitary Engineer H. B. Hommon has planned the investigation 
and has been in actual charge throughout. In the design and con- 
struction of the testing station plant he was ably assisted by Sani- 
tary Engineer Harry R. Crohurst, while the actual operation of the 
plant has been under the immediate care of Sanitary Bacteriologist 
Walter E. Brown, in resident charge. 

Sanitary Engineer H. H. Wagenhals gave very valuable assistance 
in assembling the data for this report and Sanitary Bacteriologists 
Emery J. Theriault and Hugh M. Campbell have been responsible 
for the analytical work. The studies of the plankton in the acti- 
vated sludge tests were contributed by Plankton Expert W. C. 
Purdy. 

The officials of the American Strawboard Co. have been most. 
courteously helpful throughout, and Mr. Charles Macy, superin- 
tendent of the Noblesville Mill, through his personal interest, has 
greatly assisted this work. 


THE TREATMENT AND DISPOSAL OF STRAWBOARD 
WASTE. 


Harry B. Hommon, 


Sanitary Engineer, U. 8S. Public Health Service. 


INTRODUCTION. 


The disposal of the waste arising from the manufacture of paper 
from straw is a problem that has been before the manufacturer since 
the early days of the industry. Riparian landowners whose streams 
have been seriously polluted by the waste have had little difficulty in 
establishing their claim of injury in the courts, and, as a decision 
often granted a permanent: injunction against the discharge of the 
waste into the stream, the strawboard companies were frequently 
obliged to undertake extensive remedial measures. As a result there 
grew up a custom of storing all liquid wastes in large reservoirs, 
depending upon evaporation and percolation to dispose of the water. 
(See Figs. 1 and 2.) There are in use at the present time many of 
these settling ponds, some of which are almost filled up with the 
solid matters from the wastes. As the ponds become filled new land 
is purchased and made into ponds, until, in many instances, the area 
covered by the water in the ponds has become so great that the com- 
panies are finding it difficult to provide sufficient storage capacity. 

This method of disposal is unsatisfactory in many respects. The 
storage of such large volumes of the waste, which may at any time 
find its way into the river through the washing out of the dikes, 
constitutes a continuing danger. There is also, in certain seasons, 
some nuisance from odors, and the ponds may serve as a breeding 
place for mosquitoes. The sludge that fills up the ponds makes the 
land worthless for farming on account of the large amount of lime, 
so that the companies are not only losing the rental of the land, but 
also practically the whole value. At some mills 75 acres are either 
under water or filled up with sludge. It is apparent at the outset, 
therefore, that this method is uneconomical and, in time, will be 
more expensive than the construction and operation of a disposal 
\plant. 

(8) 


Fig. 1.—Settling pond. Strawboard mill and stacks of straw in background. 


Fig. 2.—Effluent ditch and settling ponds. 
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State boards of health, particularly those of Indiana, Ohio, and © 
Illinois, where the majority of strawboard plants are located, have 
long appreciated the seriousness of the problem, and it was through 
a request and promise of cooperation from the Indiana State Board 
of Health that the studies described in this report were made. 


PREVIOUS INVESTIGATIONS. 


Sackett,’ in 1905, undertook on behalf of the United States Geo- 
logical Survey an investigation of methods of treatment. He con- 
cluded that the addition of carbon dioxide and milk of lime is effective 
when properly applied and that under favorable conditions the 
process could be economically maintained. It is stated, however, 
that the manufacturers regard the expense of the process as pro- 
hibitive. Sackett also found that plain sedimentation, chemical 
precipitation by sulphate of alumina or sulphate of iron, filtration 
through sand, and treatment with lime alone were either not effective 
or so expensive as to be commercially impracticable. 

The studies of the Geological Survey were continued by Phelps,? 
who recommended plain sedimentation for one hour, followed by 
mechanical filtration through sand at a rate of 100,000,000 gallons 
per acre per day. Under these conditions, experimental results gave 
removals of 98 per cent of the suspended solids, 77 per cent of the 
total organic matter, as measured by the oxygen consumed test, and 
98 per cent of the suspended organic matter similarly measured. 
Wash water amounted to 9 per cent in the experimental plant, but 
it was estimated that this could be reduced to 5 per cent in a filter 
of suitable depth. Although it was shown that the first cost of such 
a plant is the principal element of cost in the process and would 
compare favorably with the costs of disposal by impounding basins, 
the process recommended has not thus far been adopted. 


SUMMARY OF THE RESULTS OF THE PRESENT INVESTIGATION. 


The present studies were undertaken to develop, if possible, a 
method of purification and sludge disposal which would more satis- 
factorily meet the requirements of the various State boards of health 
and fish and game commissioners, and at the same time be practical 
and within the economic resources of the strawboard companies. 
After conference with the officials of the Indiana State Board of 
Health the matter of location was taken up with the officers of the 
American Strawboard Co. It was decided to build a testing station 

1The Disposal of Strawboard and Oil-Well Wastes, R. L. Sackett and Isaiah Bowman, 
U. S. Geol. Survey, W. S. Paper 113, 1905. 


2The Prevention of Stream Pollution by Strawboard Waste, Earle B. Phelps, U. §, 
Geol. Survey, W. S. Paper 189, 1906. 
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at that company’s plant at Noblesville, Ind. This was done and the 
station was operated from January 1, 1915, to July 1, 1916. During 
the progress of these tests it was found that sedimentation of the 
waste in tanks for a period of two to three hours, followed by filtra- 
tion through cinders, would produce a final effluent suitable for 
discharge into a stream without danger of creating a nuisance or 
killing fish. It was also learned that the sludge accumulating in the 
tanks could be dried over beds of cinders within a period of 30 days, 
and that the dried material could be hauled away in wagons and 
dumped either on land as a fertilizer or on lowland as a fill. Fer- 
tilizing tests carried out on the strawboard farm on a large scale 
proved that this material has valuable fertilizing ingredients which 
are worth, to the land, about as much as ordinary barnyard manure. 

It was demonstrated that fish could live in the effluent from the 
filters and that the sanitary quality was such that samples were not 
putrescible when stored in stoppered bottles at room temperature for 
a period of about four days. —. 

The plant as operated during the latter part of the tests appeared 
practical to the officials of the American Strawboard Co., and at 
the close of the tests the Public Health Service was requested to 
design a permanent unit, for installation by the company, for the 
purpose of demonstrating on a large scale the possibility of dupli- 
cating the results obtained in the smaller plant. 


THE MANUFACTURE OF STRAWBOARD. 


The process of making strawboard is the same to-day as it was in 
1905, when Prof. Sackett made the first report on methods of purify- 
“ing the wastes, and as a description of the various operations in a 
strawboard mill is essential to an understanding of the problem, 
the following is quoted from that report: 


STEAMING IN ROTARIES. 


“The process employed in the United States is as follows: 

“The straw is first subjected to a cooking process by steam and 
lime. A large ellipsoidal rotating steel boiler, called a ‘rotary, 
shown in * * *, figure 3, is filled with straw, which is then cooked 
down with steam, then again filled and cooked down until the rotary 
boiler has been completely filled. The process of -filling a rotary 
occupies from 6 to 12 hours. The final charge consists of about 6 tons 
of straw and 30 bushels, or 2,100 pounds, of lime in the form of milk 
of lime. This mixture is then rotated and cooked under 40 pounds 
of steam pressure for 12 hours. Figure 3 shows the steam line extend- 
ing through one of the trunnions and the worm gear which rotates 


Ow 


Fig. 3.—Rotary digestor. (From United States Geological Survey Water Supply Paper No. 113.) 


Fig. 4.—Rotaries and stock piles. (From United States Geological Survey Water-Supply Paper 
IN@, 1) 1 3o) 


Fig. 5.—Pulp washers and beaters. (From United States Geological Survey Water-Supply 
Paper No. 1133) 
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the cylinder. This apparently severe chemical and mechanical action 
results in a rapid softening of the woody fiber and in the reduction 
of the straw to a dark-yellow pulpy mass. This ‘stock,’ as it is 
called, is stacked in piles 10 to 15 feet high to drain. Concerning the 
action which takes place in the rotaries the Journal of the Sociéty of 
Chemical Industry says: 

The chemical action of the milk of lime on the encrusting materials sur- 
rounding the straw fiber is not a vigorous one. These encrusting materials are 
not completely, nor, indeed, to a great extent, separated from the cellulose. 
The mineral matter remains in the product practically untouched, and if any 
less quantity than that corresponding to the percentage in the original straw 
operated upon exists in the prepared pulp it is due rather to the washing after 
digestion than to any solvent action of the milk of lime. Milk of lime under 
certain conditions has a bleaching action upon the straw. It neutralizes the 
organic: acids usually found when fibrous plants are heated for any length of 
time in the presence of water. 

“The yield of pulp at this point will be from 75 to 80 per cent of 
the weight of the original material. 

“Figure 4 shows the rotaries, charged from the floor above, and 
the elevators that carry the stock from the rotaries and dump it in 
the piles shown in the foreground. At the extreme left is an end- 
less chain elevator, which carries the stock to the beater room. 
“The material is allowed to stand in these piles for 24 hours or 
more to drain. After it is thus drained it contains about 50 per 
cent of water and from 6 to 7 per cent of lime. This is equivalent 
to from 12 to 14 per cent of lime in the dry straw. Since the original 
charge of lime and straw was in the proportion of 2,100 pounds of 
lime to 14,100 pounds of straw and lime, or about 14 per cent lime, 
practically none of the latter has drained out with the condensed 
steam. This drainage from the stock piles forms but a small part 
of the waste sewage. It is straw-colored and very turbid, carrying a 
small quantity of fiber broken fine in the rotaries. 


WASHING. 


“This process is much more drastic, and it is here that the great 
volume of waste is produced. 
_ ©The stock is run through washing machines for the purpose of 

removing the lime. A row of washers in operation is shown in figure 
5. At the left is the chute from the conveyor above, down which 
the stock is fed. To the right of the chute are the water pipes. The 
washing machine consists of an oval channel about 3 feet wide, 
around which the stock travels, being supphed with copious volumes 
of water. Across this channel is placed a cylinder, 42 inches in 
diameter and 42 inches long, having longitudinal ribs or flanges about 


1For Feb. 28, 1894, p. 101. 
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three-fourths of an inch square in section and three-fourths of an 
inch apart. Meshing with this, like the teeth of geared wheels, is 
an idler below, of similar size and form. These wheels, revolving, 
lift the water and straw to a level several inches higher than that in 
the oVal channel, whence it flows by gravity half way around its 
course to a point where it meets a revolving brass screen of fine 
mesh, through which a part of the water escapes, carrying with it 
the finer particles of fiber and free lime. The remaining straw, with 
additional volumes of fresh water, now passes many times through 
the rolls which further mash and break the fiber, and around to the 
screen, where more straw, lime, and water escape. The total waste 
is enormous. It now takes about 40,000 gallons of water to wash 
1 ton of straw. About 3,200 pounds of straw and 560 pounds of lime 
are required to make 2,000 pounds of board. A small amount of 
lime remains in the board; hence 1,200 pounds of straw and about 
500 pounds of lime are washed out by the 40,000 gallons of water. 
An idea of the volume of waste may be conveyed by giving the 
capacity of an average mill. Such a plant uses 50 tons of straw and 
nearly 10 tons of lime during every 24 hours. From 1,000,000 to 
2,000,000 gallons of water are employed in the rotaries, washers, 
and vats. This volume of water carries away with it about 19 
tons of the straw and practically all of the 10 tons of lime each 
24 hours. 


DRYING. 


“After the washing process the straw, with a considerable volume 
of water, is led to a train of rolls consisting of three parts—first, the 
wet end; second, the hot rolls; third, the trimming and cutting ma- 
chine. As it comes from the washers the material is run into vats, 
where it is mixed with large quantities of water and passed over 
hollow cylinders having fine wire-cloth faces, which allow the water 
to escape, leaving the fiber on the surface of the cylinder. The fiber 
is then taken by woolen felts, which are pressed down on the surface 
of the cylinder. This makes a web of paper on the felt. The pulp, 
which is now about one-third straw and two-thirds water, travels up 
and down, over and under a double train of hot rolls, heated by steam 
that is carried in through hollow bearings. As the pulp passes on 
through the train it is constantly pressed and dried, until finally it is 
separated from its cloth support and goes to the trimming machine, 
where it is cut into sheets of proper size. It now contains about 10 
per cent of water and a small quantity of lime. The board is manu- 
factured in many thicknesses and weights. * Just before it is trimmed 
it may be coated on one or both sides with a thin paper facing or 
finish.” 


13 
STRAWBOARD WASTES. 


The volume and character of the wastes from the strawboard mill 
at Noblesville were studied throughout the entire period of the tests, 
It was felt, however, that these might not be representative of the 
wastes from the industry as a whole, and following the completion of 
the tests, surveys were made of seven other mills. 


SURVEY OF STRAWBOARD MILLS. 


During these surveys weirs were installed to measure the volume 
of wastes and several sets of representative samples taken for anal- 
ysis. The data obtained are summarized in tabular form for com- 
parison. The completeness of this data is an evidence of the interest 
the officials of these different plants are taking in this work. 

Raw material and water used.—In Table No. 1 are tabulated the 
raw materials used and the volume of waste from the various waste- 
producing processes employed in the manufacture of strawboard. 


TaBLe No. 1.—Raw materials used and wastes produced in strawboard industry. 


Volume waste per ton 


Tons raw material used per ton of prod- of product (1,000 


vet. gallons). 
Mill. Product. 
Straw ; 
Straw a clip- |Lime fee Beater ns Total 
pings 
Nobles Visio, Ind!) |) Mantla-lineds straw |. c.~.0 lermwee.ta seid ens |lsow eel Aolevera- aie a ele ieietels a4 oeie mers 42.2 
board. 

DDO rie scents ce Strawboard.......<. Te SAS raysierars ate terete cree Oil Gis |e tee 18.7 19.6 | 38.3 
WNoblesville.ind 4.2/1.2 200s... wseeescs PiGOd Saet nest ets.rse .17 | 0: 0025 17.9 18.5 | 38.0 
Circleville Olio? ..\..2 5 (3 0) a pene e ae ibe 7A0 leer Mee (Gene eee Sil went 213 25.2 46.5 

aton, Ind.4.......|..... do.. das ABs | bs i die 0.26 | .22] .0014] 222] 16.1] 40.0 
Yorktown, Ind.5...}..... COR rok a icrta sioiesic GOOG teins ances ocuitacre LF y=, ne 14.5 4.1] 18.6 
Lafayette, Ind.5....| Strawboard (one- . 86 Oc Stilece psa 12 0053 (loc) 6.0] 12:3 

third paper stock). 
Vincennes, Ind.. Strawboard......... 1S 7f) al | een eee Sse elo) | 0020 Oe 16.0] 43.2 
Rockport Inds spopial so Mads GOS: Aotescreticatisrs LOZ EF ee oa cial oaetetio's 41g baa a ae “14.5 11.9} 26.4 
Urbana, » Ohio pdatsc Mert PO5 To ae, td eget; 23 | 0028 9.5] 26.4| 35.9 
af actrees -| Paperboard (15 per . 28 PSOO! Eerie .03 | .0006 1.9 25.1] 35.5 


cent straw stock). 


1 Period covered, August, 1915, to February, 1916. 

2 Period covered, March, 1917.’ Data for other mills obtained January, February, and March, 1917. 

3 2,000 gallons of ‘machine waste are unpolluted. 

41,700 gallons of total waste are unpolluted. 

* Part of machine waste used in beaters. 

The amount of straw used per ton of board varies from 1.48 to 
1.84 tons. Considering that only three days were covered in the 
survey of each mill, except the Noblesville plant, where the tests were 
made, these figures agree remarkably well. It is a well-known fact 
among strawboard men that the quality of straw varies not only 
from one season to another but for different periods in the same 
season and for different localities tributary to each mill, so that the 


differences found were, in a measure at least, due to the particular 
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grade of straw used at the strawboard plants at the time the survey 
was made. The first figures given for Noblesville are the averages 
for the period, August, 1915, to February, 1916, while the survey of 
the other mills was made in January and February, 1917. During 
the time which the Noblesville results cover, the straw was of very 
poor quality for paper making, and this accounts for the relatively 
high ratio of raw material to finished strawboard. Later results ob- 
tained in March, 1917, showed a ratio of 1.6 tons straw to 1 ton of 
product. 

The amount of lime used per ton of board varied from 0.23 ton at 
one mill to 0.11 ton at another. The figures for all the mills are 
weekly averages’ and therefore do not represent the actual amount 
used on the days the survey was made, but they should be compa- 
rable, and the difference in the amount of lime used is probably due 
to the particular quality of straw used during the week the data 
were obtained. The amount used at Noblesville in the first period 
was based on weekly averages for the seven months from August, 
1915, to February, 1916. The second period in March, 1917, corre- 
sponds with the data obtained on the survey. 

No accurate amount of the hydrochloric acid used was available ex- 
cept at three mills, and these figures were more in the nature of an 
average than the actual amount used on the days the mills were visited. 
The acid is used for removing the lime from the screens in the beaters 
and on the paper machines and from the felts, so that the actual 
amount used at any one time will depend on the condition of the 
screens and felts and would vary at different cleanings. The average 
amount used per ton of board made at all the mills where data was 
available, except at Urbana when using only 15 per cent straw, is 5.6 
pounds, and this figure is probably correct within reasonable limits 
for long periods. This amount of acid is not enough to neutralize 
the lime in the waste during the time the screens are washed and has 
no bearing on the disposal problem. 

The volume of waste produced per ton of board manufactured 
varies with the kind of stock used and also with the same kind of stock 
at the different mills. The waste was measured in every case over a 
weir set in the discharge line and read at half-hour intervals over a 
period of three days. For Noblesville the results given are the aver- 
age for longer periods and were obtained from a weir set in the waste 
flume and are therefore more representative than those taken over the 
three-day period at the other mills. 

The beater wastes at the different mills show wide variations. At 
one mill where 7.800 gallons are reported, the figure would be in- 
creased to 10,900 if the stock were all straw instead of one-third paper 
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stock, from which there is no beater waste. Even this figure is lower 
than those from any other mill and it is accounted for by the rigid 
economy practiced in the water used while washing the lime and dirt 
from the straw. At the other extreme, where 27,000 gallons are re- 
ported for the beater waste, the mill was only recently placed in opera- 
tion and an economical routine had not been established. Leaving out 
the mills using only part straw stock, the average beater waste is 
18,200 gallons, which is probably a fair average figure. Local condi- 
tions, such as the quality of straw, the water supply, etc., no doubt 
have some effect on this waste. However, it seems reasonable to 
assume that in case of necessity, such as would arise where purifica- 
tion becomes necessary, the mills now producing the larger volumes 
of waste could cut them down considerably with a probable saving of 
product. 

The machine wastes show an even greater variation. And here 
again local conditions have considerable bearing on the total volume. 
In the two cases where 4,100 and 5,000 gallons are recorded, most 
of the machine waste is used in the beaters to wash out the lime and 
dirt from the straw. The average volume of machine wastes for all 
the mills, except those using a part of these wastes in the beaters, is 
19,900 gallons, and this is, no doubt, a fair average. It will be shown 
in a succeeding table that the suspended matter in the beater wastes 
is not higher where the machine wastes are used in the beaters; in 
fact, these wastes contain less suspended matter. It is apparent that 
more stock can be recovered by using the machine waste in the beaters. 

The total wastes from all the strawboard plants visited show 
about the same variation from one another that existed in the indi- 
vidual wastes. Omitting the two mills where the machine wastes 
were used over to a large extent, the average is 38,500 gallons. This 
corresponds very closely with the average figures obtained at Nobles- 
ville covering a long period, and is no doubt a correct measure of 
the total waste of strawboard mills where machine waste is not used 
in the beaters and when there is no particular economy in the use 
of water. There is no doubt that this volume could be cut down to 
about one-half if the necessity should arise, and the reduced volume, 
as judged by the analyses where the volume of the total waste is less 
than one-half the average, would not present a more difficult purifica- 
tion problem, gallon for gallon, than the waste as discharged at the 
present time. 

Composition of wastes.—In Table No. 2 are given the analyses of 
the different kinds of wastes from the different sources corresponding 
to the product made, 
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TABLE No. 2.—Average analysis of wastes collected from representative straw- 


board mills. 
BEATER WASTES. 


Results in parts per million. 


Suspended solids. 


Mill location. Product. 
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Lafayette, Ind....... Strawboard (4 paper)/2. 8/2. 6/3. 5/3, 480)1, 460 
Vincennes, Ind...... Strawboard......... 5. 3/5. 2/7.0)3,450) 970 
Rockport, (ndins- =. 2545 25 de A Paes 6. 7/6. 5/6. 0/3, 830/1, 020 
Urbane, Olioy e285. OO cats ei ee eles sleet iene 6, 9031, 360 
LC ee sed ene ae Chip beand @Saper keds as 8, 760, 2; 390 

cent straw stock). 


MACHINE WASTES. 
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Noblesville, Ind...... Ste es SULAW=sloac| baie eerelin hb 20 Aretes lesrereelice.ctam 100) mOUUl sarc meee see 2 
oard. 
DOME ates casseeeee Buckskin and straw-}...|-..|-.. S20 caus 2 atel sacl oe nel aioe hel a cheael ae et teen eee 
board. : 
3 he ee Strawboard......... 1. 8}1.8/1.5} 590} 170} 11.6/0.6} 15} 460) 250] 20; 115) 165 
Circleville, Ohio. ..... ee a pte (areis oats Toieiac 2.1/2.1/2.6| 820) 370) 16.0) .6 0} 385) 320) 60} 200) 290 
Paton. ING? ce votes ee Dae cctides cute s-/2.0)2.0/1.5} 630} 60} 15.0/2.0| 140) 200) 320) 38} 215) 312 
Yorktown, InGseccclo.2.% GO. oceuwtassere2 2.2/2.2/2.2) 970} 310) 20.0)1.0 0| 760) 490) 80); 280} 370 
Lafayette, Ind....... Strawboard (4% paper)/3. 5/3. 2/3. 8/1,440| 460} 43.0) .9 0} 550; 970/190) 640) 890 
Vincennes, Inds a. cnn Strawboard . ..... <<< 2.5/2.2/2.0) 475) 2380) 12.5) .8 0O| 405) 220) 37) 120} 190 
Rockport, Tadeo GOises caseee hans 2.2/2. 2/2.2)} 545) 160) 19.0) .4 0| 385) 375) 70) 230) 330 
Urbana, Olhiog...-~--|:482¢ OG 6 cba nin sig Saran chetee l= aig 991} 147) 20.8/1.5| 35} 595) 533] 96] 247) 355 
DROS S2 asc vincwintioes Chip: board( 15 ‘per’ |). -.}...) 2 675 0} 10.4) .7 0} 356, 191) 32) 76) 111 
cent straw stoc 5, 
MIXED WASTES.2 
Noblesville, Ind...... Strawboard and pa- |...|.../-../1, 460}.....] 21.9).../ 125) 500) 695; 20).....J/..... 
per board. 
DO sbeebs. aks Strawboard and ma- }...]...|..- 2,435)..-.-| 35.0}...| 200} 740/1,040) 75).....)... 2 
nila lined. 
IDO ss Seon Strawboard and |...|...|... 2,080).....| 34.0)...] 150) 640) 980} 35).....]..... 
buckskin. 
WOsser othe seat Miscellaneousiist2acslet eee | 20-105 OSes als cemeliane 90} 490}..... AD eo5018 ge 
DRS es Sean ee Chip: board osiscis ae closeiece|cets|, (220|co:cen acess Ol (280 sss al epee) Ie dea 
DO ertecrcts od 1s ik Straw board: .2.....c]2-2bb2|~-2|2, 000! 2c eee el 216s FAO B00). cies eee. 
Circleville, Ohio......|....- COs cre ndea eee 5. 8/5. 1/6. 3/3, 000} 350} 50.0/2.0) 260) 550)1,290) 55) 990/1, 440 
Eaton, Pods .cataklon. 4 do........---¢..{1. 5/1. 5/1. 5/1, 030) 80) 34.0) .8| 140} 285) 400) 80) 420 ” 565 
Yorktown, 0G A ir ie co See ap SB 2.7/2. 8/2. 5/4, 090/1, 340) 62.0/2.0) 450)1, 8380/2, 320 310)1, 880)2, 690 
Lafayette, Tne ees Strawboard (4 paper)|3. 2/3. 2/4. 0|2, 710|1, 160} 72.02.0| 200 ” 360 ij 640 200 1, 420 2, 000 
Vincennes, Ind...... Strawboard......... 3. 8/3. 8/3. 7}1, 950) 720) 38.0) .5 0} 635 i; 050 220)  850|1, 210 
Rockport, ad s42i ok. mh Sree See 5.0)5. 0/4. 9/2, 230) 605) 42.0)1.0 0) 735 ¥ 570,350) 1, 000 dp 480 
Upbaie OHIO... scwcd nema pOlOF sms «bee caam aufeceeesiehe 2,448) 447) 37.8)1.7| 425 870\1, 062/156| ° 707 L 039 
POS 5 soda hs ie ot Chip board CLE per jc. 5) celts, 1,098) 127; 14.8) .7| 99) 396 "355| 44| 201] 111 


cent straw stock). 


1 Data for Noblesville covers period from August, 1915, to February, 1916. Data for other mills is the 
average from three separate sets of samples, from each mill, taken in J anuary, February, and March, 1917. 


2 Analyses are for samples collected at main outlet of mills. 


Under beater wastes the only product that is considered is straw- 
board, as only straw is required to go through this process previous 


to making it into paper. 


Ef 


The settleable solids in the first three columns were determined by 
pouring a measured volume of the waste into a conical-shaped glass 
graduated at the point in cubic centimeters and reading the volume 
of solids that settled out at the end of 1, 2, and 24 hours. The 
results show the volume of suspended matter that will settle from 
100 volumes of waste water in the periods of time designated at 
the top of the columns. The amount of suspended matter that will 
settle out in 1 hour is practically the same as that in 2 hours, and 
in 24 hours the increase is very small. These figures check the data 
obtained in the operation of the testing stations, allowance being 
made for the fact that in the tanks the waste was in motion, while 
in the settling glasses it was quiescent. A two-hour detention period 
in the settling tanks removed 95 per cent of all the settleable solids. 

The results agree as closely as could be expected, except for two 
of the mills. One of these uses a large part of the machine waste 
in the beaters, which would tend to increase the suspended matter, 
and at the other mill the high results are probably due to abnormal 
operation at the time the samples were taken or to a low grade of 
straw. The suspended matter in the supernatant in the settling 
glasses agrees in a general way with that found in the effluent of 
the settling tanks at the testing station. _ 

The organic nitrogen is high in the Noblesville samples, but fairly 
uniform for the other samples, the variations being readily ac- 
counted for by the different quality of straw used. The free am- 
monia is low in all the samples and has no particular significance. 

The high alkalinity results are due to the lime washed out of the 
stock after coming from the rotaries. For the most part the varia- 
tions in the values as tabulated for the different mills find natural 
explanation in the amount of lime used, as given in Table No. 1. 
There are, however, other factors, such as the concentration of the 
waste due to the volume of water used, the quality of the lime, and 
the hardness of the wash water, which readily account for such 
unexpected results as were found at Eaton. 

The oxygen consumed is high in all the samples and the results 
check very closely the oxygen demand for the 10-day incubation 
period at 20° C. given in the last column. The comparison of the 
1-day oxygen demand with the oxygen consumed and the 10-day 
oxygen demand shows very clearly that these wastes do not undergo 
decomposition to any extent during the first 24 hours, but after that 
time the rate increases until practically complete oxidation has taken 
place at the end of 10 days. | 

The analyses of machine wastes show that most of the material 
in the wastes is cellulose in the form of short fibers. With suspended 
matter ranging from 475 to 1,440 p. p. m. the organic nitrogen for 
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the extremes was only 10.4 and 43 p. p. m., respectively, the oxygen 
consumed 191 and 970 p. p. m., and the 10-day oxygen demand 111 
and 890 p. p. m. Attention is again called to the close agreement 
between the oxygen-consumed results and the 10-day oxygen demand. 
The settleable solids show that practically all the material that can 
be removed by quiescent settling has been removed at the end of one 
hour. 

In the samples collected from the mixed wastes or the composite . 
from the entire plant practically all the settleable solids were re- 
moved by 1-hour quiescent settling. The suspended matter varies 
considerably, but the average is not far from the results obtained at | 
Noblesville for the long period covered by the tests. The suspended 
matter in the supernatant, except at the Yorktown and Lafayette 
mills, was lower than was obtained in the effluent of the settling tanks. 
The organic nitrogen is high in the wastes from the mills where 
the machine wastes are used in the beaters, but it does not fluctuate 
with the volume of water used as would be expected. The average 
free ammonia found in the mixed wastes for all the plants is 1.3 
p. p. m. and the average for the beater and machine wastes, which 
make up the total, are 2.4 and 0.9 p. p. m., respectively, so that the 
amount found bears a very close relation to that computed from the 
ratio of the volume of beater and machine wastes to each other. 

The alkalinity of the mixed wastes is about the same as in the 
beater and machine wastes when mixed together in proportion to 
the volume of flow, and in the wastes from the other stock it is about 
the same as the alkalinity of the water of the mill supply. The 
oxygen consumed and the oxygen demand results likewise correspond 
in a general way to the figures that would be obtained if computed 
from the analyses of the machine and beater wastes according to the 
ratio of the volumes of these wastes to each other. | 

On the basis of the figures given in the table for the average total 
volume of waste per ton of strawboard manufactured, and on the 
rated capacity of the strawboard mills in this country in 1918 (Lock- 
wood’s Directory of the Paper and Stationery Trades, 1918) there 
will be approximately 20,000,000,000 gallons of waste discharged 
from the various plants during the year. Computed on the basis 
of the average suspended matter in the mixed wastes from all the 
plants visited (Table No. 2) there will be approximately 161,000 tons 
of dry suspended solids discharged from all the plants. There cer- 
tainly is a large field for experimental work along the lines of, recov- 
ering a large part of this material, most of which is short fiber and 
some of it washed and ready to be made into paper if the proper 
machinery can be invented to handle it. 
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DESCRIPTION OF TESTING STATION. 


The original plans for the testing station were based on the earlier 
studies made by Sackett and by Phelps, with provisions for changing 
the arrangement and type of the devices to conform with the possi- 
ble development of the studies from chemical precipitation and me- 
chanical filtration to other well-known methods of purifying sewage. 
(See Fig. 6.) 

The station was located in the rear of the American Strawboard 
plant and adjacent to the flume carrying all the waste from the mill. 


PUMPING EQUIPMENT. 


A 2-inch horizontal centrifugal pump direct-connected to a 5$- 
horsepower marine gas engine was used for raising the waste from. 
the flume to the settling tanks. The pump was set so that the waste 
flowed through the pipe connecting it with the waste flume to the 
discharge outlet and the discharge lift was 15 feet. This arrange- 
ment increased the discharge lift somewhat but had the advantage 
of having the pump always primed. The waste was discharged from 
the pump to the settling tanks through a 2-inch pipe provided with 
a by-pass running back of the waste flume. The by-pass was located 
just above the pump and the amount pumped to the tanks was con- 
trolled by a valve in this line. To increase or decrease the amount of 
waste treated in the tests the valve in the by-pass line was either 
opened or closed. 

SETTLING TANKS. 


Tank No, 1—This was a round wooden tank 8 feet in diameter 
and 10 feet deep. This tank was operated as a Dortmund tank from 
January 1 to October 6, 1915; as an Imhoff tank from November 2, 
1915, to March 6, 1916; and as a Dortmund tank from March 6 to 
July 1,1916. The total capacity was 3,770 gallons. During the first 
period the working capacity was 3,580 gallons, with a settling cham- 
ber of 2,262 gallons, and sludge storage capacity of 176 cubic feet. 
As an Imhoff or Dortmund tank after November 2 the flow section 
had a volume of 3,640 gallons and the sludge section 201 cubic feet. 
The difference in the available volume during the two periods was 
effected by raising the overflow level. The waste discharged from 
the pump was received in a weir box set directly over tanks Nos. 1 
and 2, where it was divided equally between them by weirs set in 
the ends of the weir box over each tank. 

The waste was applied to the Dortmund tank through a 6-inch 
No, 22 galvanized iron tube fastened to the weir box and extending 


20 


down into the tank 54 feet and the effluent was taken off through 
four side outlet ells and four tees spaced equally apart in a pipe 
forming a square and set in the tank so that the corners were 1 foot 
from the side of the tank. ) 

Sludge was removed from the tanks through a 4-inch pipe with 
valves outside the tank and an elbow turned down in the center of the 
tank 4 inches from the bottom. 

When this tank was converted to an Imhoff tank, the dosing tube 
and outlet collecting pipes were removed and a galvanized-iron fun- 
nel (see fig. 7) was installed to separate the flow section from the 
sludge-digestion chamber. The waste was discharged into a gutter, 
6 by 6 inches, built around the gas vent. Overflowing this, it passed 
down under a circular baffle wall 15 inches from the side of the tank 
and 2 feet deep, and was collected in a gutter 4 inches wide, extending 
around the inside of the tank. The sludge pipe remained the same 
as originally installed. 

In the final period of operation of this tank, March 6 to July 1, 1916, 
the waste entered through a dosing tube extending down to within 
6 inches of the bottom, passed up through the sludge, and between 
the separating baffles of the Imhoff design and out over the collecting 
trough around the inside of the tank. 

Tank No. 2.—This was operated as a Dortmund tank from Janu- 
-ary 1 to October 6, 1915, and as an Imhoff tank from November 2, 
1915, to July 1, 1916. The capacities of the tank during the two 
periods and the method of applying and removing the waste were 
the same in this tank as for No. 1 during the corresponding periods. 

Tank No. 3—Chemical reaction tank.—This was a round wooden 
tank 6 feet in diameter and 10 feet deep. Its capacity was 2,015 gal- 
lons below the flow line, which was 6 inches below the top of the 
tank. Allowing 6 feet for settling capacity the sludge chamber had a 
capacity of 103 cubic feet. 

This tank received the combined waste from tanks 1 and 2, and 
also the chemical solutions, through a weir box set directly over the 
tank. The dosing tube and collecting system used throughout the 
entire period of operation were similar to those in tanks 1 and 2 
during the first period. There were no baffles. 

Tank No. 4—Chemical settling tank.—This was a round wooden 
tank 6 feet in diameter and 10 feet deep with a total capacity of 3,770 
gallons and a working capacity of 3,580 gallons below the flow line, 
6 inches from the top. Allowing 6 feet for flow section there was a 
sludge storage capacity of 176 cubic feet. There were no baffles. 

This tank received the entire effluent from tank 3, and during the 
entire period of operation, January 1 to September 14, 1915, the same 
kind of dosing tube and collecting system for removing the waste was 
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used in this tank as in tanks 1 and 2 during the first period in service 
of these tanks. | 

Chemical solutions tanks—These were two round wooden tanks, 
each 5 feet in diameter and 6 feet deep, with a capacity of 884 gallons 
when filled to within 6 inches of the top. They were used for dis- 
solving the chemicals and contained no baffles or stirring devices. 
Outlet pipes at the bottom of each tank were connected with orifice 
boxes which controlled the rate of application to the waste entering 
the chemical reaction tank. The elevation of these tanks was such 
that the solutions flowed by gravity to the waste treated. 


FILTERS. 


Mechanical filter—This filter was constructed in a round wooden 
tank 8 feet in diameter and 6 feet deep. A 4-inch water line con- 
nected with the mill storage tank passed through the side of the tank 
at the bottom and ended in a tee at the center. From this tee another 
4-inch line was taken through the side of the tank and carried to a 
weir box 6 feet below the bottom of the tank, where it was submerged 
to maintain a negative head. Over the bottom there was constructed 
a framework consisting of two squares made of 2 by 4 inch studding, 
resting on posts and placed concentric with the tank. The smaller 
square had 2 feet on a side and the larger 54 feet. On these were. 
placed 2 by 2 inch slats, radiating from the center, and so set that 
they were 15 inches apart at the outside of the tank and 2 inches at 
the center. A strainer plate of one-sixteenth-inch iron, cut in three 
sections, was placed on the slats. Holes one-sixteenth inch in diam- 
eter were drilled on 1-inch centers over the entire area of the plate. 

A layer of gravel, 6 inches deep, averaging in size from one-fourth 
to one-half inch, was placed over the strainer plate and over the 
gravel a one-fourth-inch screen. About the screen there were 6 inches 
of gravel averaging one-eighth to one-fourth inch in diameter. and 
another screen with one-eighth-inch mesh. Two feet of sand, with 
an effective size of 0.36 millimeters, and a uniformity coefficient of 
1.33, were placed over the one-eighth-inch screen. 

Settled waste was applied to the filter by means of a cross of gal- 
vanized-iron troughs, 6 by 6 inches, which also served to remove the 
wash water through an overflow counected to the end of one arm. 
This arrangement was not satisfactory and the rectangular troughs 
were replaced by a large V-shaped trough extending across and 18 
snches above the surface of the sand. The rates at which the filter 
was operated were controlled by a valve on the effluent line from the 
tank and the length of run was regulated by the time required to use 
up the total head (12.2 feet) while maintaining a specified rate. The. 
wash water was removed through this trough, but there was also 
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provided an outlet 8 inches above the surface of the sand to drain off 
part of the water standing on the surface after washing. 

The filter was operated from January 1 to July 27, 1915, without 
any changes in construction except in the troughs as noted above. 

Small cinder filter—This filter was 4.45 square feet in area, 44 
feet deep and filled with unscreened cinders but thoroughly washed 
with water after being placed in the bed. The bottom was sloped 
toward the outlet pipe screwed into the side of the frame of the filter 
at the base. ‘The influent was applied through a rubber tube working 
as a siphon and regulated by means of a screw cock. Distribution 
was obtained by moving the jet from the rubber tubing over the 
surface. 

The influent to this filter was the settled waste from the secondary 
settling tank No. 4 from July 30, 1915, to September 10, and from 
primary settling tanks Nos. 1 and 2 from September 20, 1915, to 
March, 1916, after which from tank No. 1 alone. There were no 
changes or modifications in the structure of the filter during the en- 
tire period of operation except that the filter was washed on May 18, 
1916, to see how far it was clogged. 

Slow sand filter—The area of this filter was 2.4 square feet and 
the depth 4 feet 3 inches. The sand rested on a bed of stone screen- 
ings 1 inch thick, and under the screenings there were 8 inches of 
14-inch limestone. The bottom sloped toward an outlet pipe screwed 
into the bed flush with the base of the filter. The influent to the 
filter was applied through rubber tubing acting as a siphon and the 
rate controlled by a screw cock. The amount of waste treated on this 
filter, as well as on the small cinder filter, was measured every hour 
in a graduated cylinder. The influent was from the secondary set- 
tling tank No. 4 during the entire period of operation, July 29 to 
September 11, 1915. 

Filter No. 1—In October, 1915, the chemical-reaction tank was 
dismantled and reconstructed as filter No. 1. The area was 28.27 
square feet, or 0.000649 acre, and the depth of the tank 10 feet. 
Concrete was placed over the bottom and sloped from 14 inches to 
one-fourth inch at the outlet. Over the concrete there were placed 4 
inches of round stone varying in size from 24 to 4 inches, and above 
this layer there were 2 inches of 14-inch limestone, and on top of this 
stone 5 feet of limestone screenings, averaging about one-fourth inch 
in diameter. The amount of waste treated in this filter was meas- 
ured every hour in a graduated cylinder and the rate controlled by a 
valve located over the distributing troughs. These troughs were one- 
half inch deep and 2 inches wide and made in the form of a cross, the 
arms extending from the center to within 1 inch of the side of the 
tank, where they were supported by blocks of 2 by 4 inch studding 
nailed to the tank. The troughs were reinforced on the bottom to 
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keep them from sagging in the middle, and once a week the cross was 
moved to a second set of blocks set at 45° to the first set to obtain a 
better distribution of the waste over the surface of the filter. Notches 
were cut in each side of the troughs and staggered to assure an even 
_ flow to each section of the filter. 

No changes in the construction of the filter were made from the time 
it was placed in operation, November 2, 1915, till the close of the tests, 
July 1, 1917. The method of operating was changed to learn the 
highest rates that could be maintained, and on May 18 the filter was 
washed with water to determine the extent of clogging. Up to March, 
1917, the influent was the effluent from tanks Nos. 1 and 2, and after 
that date it was from tank 2 alone. 

Filter No. 2—This filter was constructed in the chemical settling 
tank following the dismantling of the mechanical filter. It was 50.27 
square feet or 0.00115 acre in area. Concrete was placed over the bot- 
tom, sloping from 2 inches to one-fourth inch at the outlet, and a 
layer of round stones, 3 to 4 inches in diameter, placed on the con- 
crete, and above this a layer of crushed limestone 54 feet deep, with an 
average size of 14 inches. The same arrangements for measuring and 
controlling the rate on this filter were used asin No. 1. The movable 
cross for distributing the influent was always kept level and the 
notches free of clogging material. 

The filter was operated throughout the period of the test, Novem- 
ber 2, 1915, to July 1, 1916, without changes in the construction, but 
the operation was varied to include different rates and it was washed 
on May 18, 1916. The influent was the settled waste from tanks Nos. 
1 and 2 till March, 1916, and after that from tank No. 2. 

Filter No. 3—The mechanical filter was dismantled and this filter 
constructed in its place. The area was 50.27 square feet or 0.00115 
acre. The underdrainage for this filter was the same as for the others 
already described, and the filtering material was 5 feet of unscreened 
cinders produced at the plant. The same method of applying the 
waste and controlling the rates was used as already described for the 
other filters. | 

This filter was operated as originally constructed from November 
2, 1915, to July 1, 1916, and the operation changed only as regards the 
rates. It was washed May 13, 1916, the same as all the other filters 
by applying water to the surface through a 1-inch hose. 

Small gravel roughing filter—This filter was constructed of gal- 
vanized iron, had an area of 0.444 square foot *1 was 2 feet 4 inches 
deep. It consisted of three parts, the main vy of the filter 8 inches 
square in plan and 2 feet deep, a section 8 inches wide by 12 inches 
_long by 2 inches deep soldered into the bottom of the filter, and a pipe 
2 inches in diameter soldered into the bottom section and extending 
up to the level of the filter surface with an elbow turned away from 
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the filter. Two feet of fine gravel, averaging about one-eighth inch 
in diameter were placed in the main body of the filter, and below this, 
in the section 8 inches by 12 inches, there were 4 inches of graded 
coarse gravel to hold up the fine gravel. The 2-inch pipe leading 
from the lower section to the top of the filter served to carry the 
filtered waste from the bottom to the top and permitted the filter to be 
flooded all the time for the purpose of coagulating the suspended 
matter, as will be explained in more detail under the operation of the 
filters. Water for washing the filter was applied through a 1-inch 
hose connection soldered into the elbow at the top of the 2-inch pipe 
and an overflow provided at the top of the filter removed the water 
at the surface of the filter. 

This filter, operating as a roughing filter, was Aetiontede to treat all 
of the waste going to filter No. 4, and was operated from November 
21, 1915, to May 13, 1916, Jondiitie as influent the settled waste from 
tanks Nos. 1 and 2 till March, 1916, and after that date the effluent 
from No. 2. 

Filter No. 4.—The tank in which this filter was constructed had 
not been used up to the time the plant was remodeled, in October, 
1915. It was a round wooden tank 8 feet in diameter and 10 feet 
deep, and as a filter it consisted of a concrete sloping bottom, over-. 
laid with 5 inches of coarse and fine stone graded to prevent the 
filtering material, consisting of 5 feet of cinders, screened over a one- 
fourth-inch screen, from matting together over the bed of the filter. 

The control of the operation was the same for this filter as for No. 
1, already described, and the influent was the effluent from the 
small roughing filter from November 2, 1915, to May 138, 1916, and 
from the latter date to the close of the tests the settled effluent from 
tank No. 2. There were no changes in construction during the entire 
period, but the rates varied, and on May 13 the filter was washed by 
applying water to the surface through a 1-inch hose. 


SLUDGE-DRYING BEDS. 


Three sludge beds were constructed, two in the rear and between the 
testing station and the stock room of the strawboard mill and the other 
one in front of the tanks. The bottom of the beds sloped to a central 
drain. Beds Nos. 1 and 2 were each 10 feet square and inclosed by a 
water-tight wooden frame, and No. 38 was 138 square feet in area and 
was inclosed by dikes of earth. Straw, free of chaff and compacted, 
was placed to a depth of 4 inches in bed No. 1 and 5 inches of un- 
screened cinders were placed in bed No. 2. There were 74 inches of 
screened cinders placed in bed No. 3 and tile were laid over the 
bottom to facilitate the drainage. Wooden troughs were used to 
remove the sludge from the tanks to the drying beds. 
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Fig. 8.—Bird’s-eye view of the testing station. 
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In the following table a summary is given showing the design 
and operation of the various units throughout the tests: 


TABLE No. 3.—Table showing design and operation of testing units. 


Re ee ee 


Dimensions. 
‘ Filtering Period of : 
Units. wee material. operation. Influent. Type of units. 
pen. Depth. 
Feet. | Feet. ° 
Settling tank 8 10 |----------------- Jan. 1, 1915, to | Raw waste....... Dortmund tank, 
No. 1. Oct. 6, 1915. 
Nov. 2, 1915, to |..-.- GOs nea Imhoff tank. 
Mar. 6, 1916. 
Mar. 6, 1916, to |..--- QO oc ieiges Dortmund tank. 
July 1, 1916. 
Settling tank 8 10 |------------+---- Jan. 1, 1915, to |..-.- G0 Liwicecceiles Do. 
No. 2. Oct. 6, 1915. 
Nov. 2, 1915, to |..... (622 ass: Imhoff tank. 
July 1, 1916. 
Chemical reac- 6 10 |-------2--------- Jan. 1, 1915, to | Combined efflu- Chemical precip- 
tion tank. Sept. 14, 1915. a oe Nos. itation tank. 
and 2. 
Chemicalsettling 8 10 |----------------- Rn: (eae sree Effluentchemical| Settling tank. 
tank. reaction tank. 
Chemical solu- 5 (ol BERS eenchononcto Bese i eS Fe eee eae ere oe Solution tanks. 
.tion tanks (2). 
Mechanical filter. 8 6 | 3 feet of sand | Jan. 1, 1915, to| Effluentchemical) Filter. 
and gravel. July 27, 1915. settling tank. 
Small cinder fil- | 1 4. 45 44 | Screened cin- | July 30, 1915, to |....- AOiG teins Do. 
ter. ders. Sept. 10, 1915. 
Sept. 20,1915, to | Effluent settling Do. 
uly 1, 1916. tanks Nos. 1 
and 2. 
Slow sand filter .| 12.4 44 | Sand.........-- July 29, 1915, to | Chemicalsettling| Do. 
‘ Sept. 11, 1915. tank. 
Filter No. 1....-. 6 10 | 5 feet of lime- | Nov. 2, 1915, to | Effluent from set- Do. 
stone screen- July 1, 1916. tling tanks Nos. 
ings. land 2. 
Filter No. 2..... 8 10 1 5 feet-of Ti |... -- ee ee eye Gone ee banes Do. 
inch limestone. 
Filter No. 3....- 8 6 | 5 feet of um-|_...: GOs sane ceases ae Do. 
screened cin- 
ders. 
Roughing filter .| 10. 444 24) 2 feet fine | Nov. 21,1915, to |..... OR eae ae as Do. 
gravel, 4inch- May 138, 1916. 
es coarse. 
Filter No. 4..... 8 10 |5feet of screened} Nov. 2, 1915, to | Effluentroughing Do. 
cinders. May 13, 1916. filter. 
May 13, 1916, to | Effluent settling Do. 
July 1, 1916. tank No. 2. 


1 Area in square feet. 


Approaching the testing station from the steps shown in the 
photograph (see fig. 8) the screened cinder filter is on the right, 
and the unscreened cinder filter to the left. Proceeding down the 
platform the next tank in order 1s the 2-inch limestone filter, and 
next to this is the filter containing limestone screenings. The two 
large round tanks farthest from the steps are the settling tanks. 
The two small tanks to the left of the picture were used for dis- 
solving the chemicals in connection with the operation of the me- 
chanical filter. Just beyond the two settling tanks is the pump 
house in which were located the gas engine and pump. The suction 
of the pump extended out into the flume shown leading away at the 
far end of the picture. The boxes in front of the pump house were 
used for fertilizer tests. A fish box is shown to the right and beyond 
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the screened cinder filter bed to the right of the steps, and just be- 
yond the fish box is shown one of the sludge beds. The sludge beds 
indicated on the plan at the left of the flume were not constructed 
when the picture was taken. The waste discharged from the pump 
was measured in a weir box located on top of the settling tanks and 
the pipe line running over the top of all the tanks carried the 
effluent from the settling tanks to the weir boxes set over the filters. 


OPERATION OF TESTING STATION. 


The experimental studies covered a period of about one and one- 
half years, from January 1, 1915, to June 30, 1916. These dates 
include only the time during which the testing station was operated 
and exclude the preliminary construction period. 

The actual tests may be divided roughly into two periods. Dur- 
ing the first one the operation was based on previous studies made 
by Phelps and by Sackett, and was confined to the use of mechanical 
filtration following sedimentation, with or without the aid of 
chemical coagulants. During the second period biological treat- 
ment on filters of coarse media, in conjunction with sedimentation 
without coagulation, was studied. The main tests in this period 
were prefaced by small-scale studies to justify the change which 
involved rather extensive remodeling of the plant. 


PERIOD 1. 


PLAIN SEDIMENTATION—-CHEMICAL PRECIPITATION—MECHANICAL 
FILTRATION. 


Period 1 covered seven months, January to July, 1915, inclusive. 
During this period the mechanical filter and four settling tanks 
were operated. 

Sedimentation and chemical precipitation—Tanks 1 and 2 were 
connected in parallel, and the waste which was pumped for treat- 
ment was equally divided in a head box with one-half going to each 
tank. The effluents were collected and combined in a common box 
and applied to tank No. 8, which was followed by tank No. 4, so 
that each of these two received the total pumpage or twice that 
applied to either tank No. 1 or No. 2. All tanks were operated as 
Dortmund tanks. } 

The volume of waste treated in the tanks during this period is 
recorded in Table No. 4. 
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TaptE No. 4.—Monthly average volumes of raw and settled waste during 
period 1. 


(Jan. 1 to July 31, 1915.) 


Waste rc) 

treated. Tanks 1 and 2. Tank 3. Tank 4. e 
Total | oe 
ota aes ar ees > : ae : ae mR 
viete, | (2 | (SalSa'| |= (Chemie, Se | 12. | Be ie 
Month, 1915. | gallons | sc |* Balsc . & | grains per | go B | so Is 
“pr | g (Ss| |AgibSY! [ag] Slo | Be | ley) Bs leg 
g4hours!,| & |24%) ;/ 8) #8] us|. e er | ibe eter 
n =| gm |woieae Bg | Ms on | |ws| 24 |we 
a oF 8 |\quldoa| o | ga ae |S So) oe ia- 

S Ssissisasis is |8ig|8|eelels | fae 

a |8 13 Bslomo! F ls Slot a+ea 1S 18 | S813 

Oo Rm [a jadl> fon tS i fo | eS ee 
January. ......-- 1, 110, 000} 11, 470} 1.0) (2) | 2.1) 5, 730) (3) | 0.59)...]..--|---- 11, 470| (4) | 1.1} 11,470) 3.8 
February | 1) 110; 000| 13,640] 1.2] (2) | 2.1] 6,820] (3) | 0.59!...|....].... 13, 640 @ 1.1) 13,640) 3.8 
Mar Chie: as.-- 1, 110, 000} 14, 270} 1.3] (2) | 2.0) 7,145} (8) | 0.54) 10)....|...- 14, 270) (4) | 1.0} 14, 270) 3.4 
Arti \ ocak 1, 110,000! 15,900] 1.4! (2) | 1.9] 7,950) (8) | 0.54) 10|....|.... 15,900) (4) | 1.0} 15¥900) 3.4 
IM Ve ois eins eee 1, 110, 000} 14, 730} 1.3) (2) | 2.1) 7,360) (3) | 0.59) 20)....|...- 14, 730) (4) | 1.1) 14, 730) 3.8 
ot ee eee 1, 110, 000] 11,070] 1.0 2. 2| 5,535] (3) | 0.63'...|10.0|....| 11,070] (4) | 1.2) 11,070) 4.0 
(SUL CE Se enone 1, 110, 000) 14,590) 1.3) (2) | 2.1) 7,300} (8) | 0.59... 5.7| 5.7| 14,590) (4) | 1.1) 14,590, 3.8 
Average...| 1,110,000) 13,667) 1.2/....| 2.1) 6,834]....) 0.58 ...|....|..-- 13, 667|....| 1.1) 13,667) 3.7 


ee ee ee Pe ee a ee 
1 Average during operation from August, 1915, to July, 1916. 
2 Raw waste. 
ae 

As arrangements had not yet been made to measure the total flow 
from the mill, the value given does not represent actual conditions. 
It is, however, very nearly correet, being an average of actual meas- 
urements taken over the period of 11 months following those months 
contained in the table. On the basis of this average figure the test 
tanks were able to settle 1.2 per cent of the total waste from the mill 
for an average total detention period of 3.7 hours. 

The main preliminary settling of 2.1 hours was afforded in tanks 
Nos. 1 and 2. These were connected in parallel to give a sufficiently 
long detention without a too large and too expensive tank and yet 
to treat a sufficient volume of water to make the tests representative. 
With this detention period the upward velocity of flow was 0.05 foot 
per minute. 

Tank No. 3 served mainly as a mixing tank for the chemicals which 
were added to the waste as it entered, and the storage period was 
consequently short, 35 minutes, corresponding to an upward veloc- 
ity of 0.19 foot per minute. This point of application was chosen 
in preference to the inlet of the first tanks, because it was desired to 
operate with economical chemical treatment, and this seemed most 
practical when the bulk of the suspended cellulose had been removed. 

In tank No. 4 there was afforded a detention period of 1.1 hours 
to settle the chemical precipitate formed in tank No. 8. The upward 
velocity of flow was 0.1 foot per minute. 

The results obtained as shown by the alkalinity and suspended 
solids determinations are recorded in Table No.5. > 
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TABLE No. 5.—Monthly average analyses of raw and settled waste during 
period 1. 


[Jan. 1 to July 31, 1915.] 


Effluent ! tanks 


Raw waste. Pando. Effluent tank 3. Efflueat tank 4, 
Chemicals 
Suspended fainsniee Suspended Suspended 

; solids. 8 8 il = solids. ‘ solids. = 

ei a | ee 3 8 

‘ 6 8 6 £ 

ie ee es aA - 

Month, 1915. ot ©. 6 Per cent| & Per cent| 6 

= oO 4 oD removal.| © removyal.| © 

n 3 oe S Es) & 

us} oO s | O S) Oo 

a Tt) ae 3 % g 

= a SI os) 8 a ;= a 

Pa > : b 

Ces Elz ele|s 2 tere 

FS qd q | 4 q\/ea|a4 3 |‘ 

Bee PSS | bem legis vig ale dt eae oe ede 

Pol ah Bo Sle ed Sele Ve ey | ee ee 

mM < cal Aa} qiae |] 4 4 iS O 1-0 | <4 a OFC) |= 
Manrchhe fics. 402. 1,810 | 470 O70 AT e400.) Oe S Farle 810 | 16 | 55 | 460 | 740) 91 59 | 460 
Rees | 2. tars 2,050 | 400 | 1,260 | 39 | 390 | 10 |.....)..... 1,050 | 17 | 49 | 350 | 890 | 15 | 57 | 320 
Vere te ces nee es DZ AZO S008! 1500071" 531)| 3505520) ee sae es 960 | 41 55 | 300} 790 | 18 | 63 | 320 
UUM O07 Fat ae ete 1,220 | 370 SOD FNGOS | SSONe sO On ase 600 |—9 | 51 | 330 | 560 | 7 | 54] 360 
uli anes eee Sts LALO e310 530 | 52 | 320 Sat (Dae bed. 570 |—8 | 49 | 360 | 580 | 7 | 52) 31% 
Average.....| 1,660 | 370 860 | Be SOO: Nh tice dies sae -----| 800] 7 |.52 | 360} 700] 12 | 58 | 350 

1 Tanks in parallel. Samples taken of mixed effluents. 2 Analyses made on filtered samples. 


As would be expected, the alkalinity content remained practically 
constant throughout the whole series of tanks, due allowance being 
made for sampling error. Even when 5.7 grains per gallon of lime 
were added there was no appreciable increase, indicating that the 
precipitant was largely removed as sludge. 

Tanks Nos. 1 and 2 removed about 48 per cent of the suspended 
solids. While this result compared well with the results of similar 
tank treatment of domestic sewage, it is too low when viewed in the 
light of the actual amount of suspended solids left in the effluent. 

There was only a small amount of suspended solids removed by 
tanks Nos. 3 and 4. Tank No. 3 brought the total average removed 
up to 52 per cent. This value is lowered by the negative values or 
increases in suspended solids during June and July, which were 
due to the development of septic action and the unloading of sludge. 
The results accomplished by tank No. 4 are but little better than 
those by tank No. 3. The total removal was increased to 57 per cent. 
The average amount of suspended matter in the effluent was 700 
pio. in. 

It may be concluded that the economically settleable solids are 
removed during a detention period of two hours and that the advan- 
tage of chemicals, used within practical limits, is negligible. These 
conclusions confirm the results obtained by Sackett and by Phelps. 

Mechanical filtration—The combined effluents from the settling 
tanks were treated on a mechanical filter similar to those used in 
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water purification. Table No. 5 contains the operating data of this 
filter. 


Taste No. 6.—Operation data for mechanical filter during period 1. 


[Jan, 1 to July 31, 1915.] 


Sched- Loss of head feet. 
uled rate Number | Average ne 
in million d Apa milion Per cent 
Month. gallons, Aaa ae 1 of wash 
per acre Be edie OF teen | Geer Ee : water. 
or average. |in hours.| per acre | Initial. Final. 
nue per day. 
SPATIUUIAY. 2) cits cio aces 12 seal 3.8 2.30 0. 67 10.98 161 
INGWEUATY 2. oso ee oes 19 W527 3.4 Saag Blt mein cade as eee 176 
Mair Clits oid. octet 8 es sees 39 Pe 2 1.0 4.42 67 10.98 116 
ENV BHE  ee ets eroe meses ie 50- 1.5 SLU) 3.12 67 TEST 80 
IRA < Stlerchs SO nacioee ee ee 25 1.16 aca0 3. 63 67 Lie 53 
UNOS secs Se oe eee Seine 25 1.16 3.4 4.12 8. 57 52 
NY 8 cs eee sets 25 1.89 2.9 5372 67 6. 99 72 
AVOLaPOr tees saouteccaces 28 1. 56 2.6 3. 82 67 9. 43 101 


The average rate was 28,000,000 gallons per acre per 24 hours, 
which, however, varied from 12,000,000 to 50,000,000. As it was 
impossible to operate continuously, the actual volume treated was 
but 3.82 million. * Throughout the whole period the filter clogged 
very rapidly, requiring frequent washings, and, as a consequence, 
operated on an average but four hours a day. 

After each wash or at the beginning of each run the initial loss 
of head was 0.67 foot. The maximum loss attainable was 12.2 feet, 
but this was seldom obtained, as other factors necessitated washing 
before that head was reached. Frequently the rate fell below that 
required, but more frequently the sand broke, leaving cracks through 
which the waste flowed without any treatment, requiring that the 
filter be shut down and washed. 

The most noticeable item in the table, however, is the amount of 
wash water used. The filter was, as a rule, washed at a rate of 1 
vertical foot per minute for a period of 5 to 7 minutes. Even the 
minimum used was 52 per cent, while the average was 101 per cent. 

These computations are based on the volume of waste filtered as 
measured at the outlet of the filter. There is, however, a large cor- 
rection which must be applied when filters of this type are washed 
at frequent intervals. Owing to the shortness of the run the clean 
wash water left in the filter is a considerable proportion of the efflu- 
ent during the next run. It is estimated that this amounts to about 
36 per cent on the basis of these average figures. That is, the actual 
net yield of the filter is 36 per cent less and the percentage of wash . 
water, based upon net performance, correspondingly greater. 

The results of chemical and biological analyses made of the in- 
fluent and effluent of this filter are contained in Table No. 7. 
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TABLE No. 7.—Monthly average analyses of influent and effluent of mechanical 
jilter during period 1. 


{Jan. 1 to July 31, 1915. Results in parts per million.] 


Influent 
(effluent Effluent. 
tank 4). \ 
Suspended solids. 
Putrescibility A de 
Month. to reduce M. 
Alka- Alka- Per cent OFy- at room tempera. 
linity!| Sus- | linity}! removal gen de-| —_ ture.? 
as. | pended} as * | mand, 
CaCOs3,| solids. | CaCOs, ——— | 
total, total, | Total. a hours. 
intl. | Over Dil. | Dil. | Dil 
aut. Ww 1:3 1:5. 1:10 
DOREOH wot oan ae hls ose Ses 460 740 370 230 69 87 75 35 55 85 
Oi OPN ne ae en ee See 320 890 300 220 75 89 90 20 35 80 
(TS a ee eee aie es 320 790 310 310 61 85 80 45 65 80 
IL i ae aE a aes, Sigs 360 569 360 190 66 84 100 40 50 85 
6. eo ei Ans em amar, Nel a 370 530 380 160 70 86 100 35 50 80 
AVCra8@s..:.6.00-0- 366 702 344 222 68 87 SOhl A Clans. oe leases 
1 Analyses made on filtered samples 2 Maximum incubation period, 96 hours, 


While this table shows an apparent reduction in suspended solids 
of 68 and 87 per cent of the influent and raw waste, respectively, an 
oxygen demand for 24 hours of 89 p. p. m., and a stability of 35 
hours with a 1:3 dilution, it must be noted that the same error, due to 
the wash water retained in the filter, enters into these results, as the 
samples were composites covering the whole operating period. They 
contain, therefore, about 36 per cent of wash or diluting water. 

Applying this correction, the suspended solids in the undiluted 
effluent would increase about 55 per cent to 344 p. p. m., giving the 
reduced removals of 50 and 79 per cent for the influent and raw 
waste, respectively. The oxygen demand would increase to 139 
p- p. m. and the corrected dilution for the putrescibility results 
would be 1:5.3 instead of 1:3. 

When the filter was dismantled there was about 1 inch of sand 
at the surface that contained a large amount of material resembling 
clay, and below this the sand was found to be clean and free of 
foreign matter. The grading of the material had remained practi- 
cally the same as originally placed except that some sand had worked 
down into the top layer of finer gravel. The screens separating the 
two gravel layers and the sand from the gravel were undisturbed, 
which was true also of the strainer plate. Many of the holes in this 
plate were found to be filled with a muddy deposit consisting of 
iron rust and solids from the waste, which also collected on the under 
side of the plate around the holes. The drain space was about one- 
half filled with sand that worked down through the joints or around 
the outer edge of the strainer plate, which did not fit closely enough 
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to the side of the tank. The filling of a part of the space under the 
strainer plate with sand does not affect the computations for the 
correction of the wash water used and had no effect on the operation 
of the filter. The reduction in the volume of water retained in the 
underdrains would be compensated by the increase in the voids in - 
the sand or in the depth of water standing on the surface of the 
filter due to the settling of the sand away from the wash-water drain 
above the filter. 

At best, however, it is apparent that the results of mechanical 
filtration can not improve the character of the waste beyond the point 
indicated by the removal of suspended matter, and in view of the 
high oxygen demand values of the waste under investigation it ap- 
pears that biological treatment for the oxidation of organic matter 
may be demanded in many cases. 


PERIOD 2. 
BIOLOGICAL -TREATMENT. 


The high oxygen demand results for the filtered waste obtained 
from the operation of the testing station during period 1 suggested 
that further studies should be made to develop a process that would 
give a final effluent suitable for discharge into a stream with a rela- 
tively low dilution. A slow sand filter and a small cinder filter were, 
therefore, constructed on a small experimental scale to treat the 
settled waste. These were put into operation August 1, 1915. This 
date was the beginning of period 2, which continued to the end of 
_ the tests, June 30, 1916. 

On the basis of results obtained from the small cinder filter the 
plant was remodeled. Tanks Nos. 3 and 4 were converted into 
trickling filters (filters Nos. 1 and 2) with stone as media, and the 
mechanical filter and tank No. 5 into trickling filterg (filters Nos. 
3 and 4) with cinders as media. Over filter No. 4, contained in tank 
No. 5, there was placed a small gravel roughing filter. These filters 
have already been described in detail. (See pp. 29 to 34.) 

Sedimentation.—Tanks Nos. 1 and 2 were retained as settling tanks 
of the Dortmund type and were cperated in parallel as before, fol- 
lowed during August, September, and October by tanks Nos. 3 and 4 
operating as settling tanks, and the smaller cinder and slow sand 
filters receiving as influent the effluent of tank No. 4. When the plant 
was rebuilt in October with the larger cinder and stone filters, tanks 
Nos. 1 and 2 were converted into Imhoff tanks and continued to be 
operated in parallel through February. After that month a Dort- 
mund dosing tube was installed in tank No. 1, and the two tanks were 
operated independently, the effluent from tank No, 1 being applied to 
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the small cinder filter, with excess wasted, and that from tank No. 2 
going to the remaining filters. From this tank also there was an 
excess of effluent which was wasted. 

Table No. 8 contains the monthly average volume of raw waste 
together with the volume treated in the tanks. 


TasBLteE No. 8.—Monthly average volumes of waste treated in tanks during 
period 2. 


[Aug. 1, 1915, to June 30, 1916.] 


Tanks 1 Tank 3.1 | Tank 4.1 
Waste and 2 in Tank 1 Tank 2 
trented parallel influent, influent, 
a, influent, | raw waste. | raw waste. | Influent, tanks 1 and 
Total raw waste. 2 in parallel. 
waste, 
Month. gallons : m lope ik ; : ; : : : ; ‘ 
per 24 a |) Sisal es oie ae ae |S ag a 
hours. Se SIGS] ee Tell Veal ae , |B 
2) 3 |ee| Ba Pe) 2 lee) 2 ee) Bee! B 
n es oo Big MS rd) ws n DS n cos n 
a | 8 |82| 23 |8*| 2 |28| = |25| 2 |24| & 
sje lees” |8 | 3 18 | 3 18 | 3 Ie | 3 
D A |ng| Oo n Oo im Ow So |n ie) 
JIC UStR Gees ome ce 1 100,000). 16, Sak. Ot 2.0 8250. on cane ac ole wm aliciesinne 0. 59)16, 500} 1. 1/16, 500 
September........ 1,050,000) 13, 900IS4.31. 9.9) 6,950)... .fu.. co enee lec. cue . 59/18, 700] 1. 1/18, 700 
October’ jez. sss: I 130000| 7 8, 800) 4! Bic 420) 3 4001 51a ss 245 cetae. I A es Se 
November. ....... 1,040,000; 5,100 DY BoM 2, DIOL» uals al cc aye wicge| Sapsin wo brse tine at cee Aan eae 
December .......- 1,070,000) 4, 800) Bic yoJ0)) 522, MOONE SORE otei tall. 2 ee teks Mllsatrd Laie ee ees 
TAWUar yer. cscs 2 960,000) 4,700 Ol ts OIE Feo |e cater esrars eae ora bassist cf ote Siesta | rane cated el cae ene 
Pebrdarynd 2.0.4.2 980,000) 7,100 Ms B20) “(bp BOO Aa oth ck tells boleh BL aoe Ae ee Doe 
MeCN te cee 950; 000) 105200) TA canteen. ri eae i (| ee a Oe, ee 
[Sie | ee hee s 1,150,000, 9,200 lee se) Renee B20) 4600) (820) 49600 Sc ke ee ee Sa 
slot Sein 1, 300,000! 10,600) SN te \ S.M S.BO0r “3-01 5, 300 ol ee 
PWC cee tes eee 1, 450,000) 10, 000 Uae, SSH ea, S20) 6,000). 3.0 BOOB) 255 Ur: Sak SS 
Average...) 1,110,000} 9,000) <8 3.0) 4,200). 3.0) 5,000, 3.0) 5,000). .0.2).. AA. 


1 Tanks 3 and 4 discontinued Sept. 11, 1915. 


During period 2 only about two-thirds as much waste was treated 
as during period 1. It amounted to 0.8 per cent of the total waste 
from the mill, and the period of detention in tanks Nos. 1 and 2 was 
increased from 2.1 to 3 hours. As, however, tanks Nos. 3 and 4 were 
operated during only the first two and one-half months, the total 
settling period was slightly reduced. 

The total volume of waste was above 1,000,000 gallons, except for 
the first three months of 1916. During this time one of the machines 
was running mostly on chip board, thereby eliminating beater waste 
for the stock for that machine. Different stocks produced different 
volumes of waste, but for the same stock the waste, as a rule, varied 
with the amount of product. 

The amount treated varied from 16,500 and 13,900 gallons per day 
during August and September, before the plant was remodeled, to as 
low as 4,700 after remodeling, and later to an average of 10,000 gal- 
lons, when the station was operated 16 hours per day. These amounts 
were determined by the storage period desired in the tanks, and 
variations for the same storage period were due to abnormal opera- 
tion, such as closing the plant down for making repairs or altera- 
tions. 
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Because of the limitations of the field laboratory at Noblesville, 
samples were sent to the central laboratory at Cincinnati after De- 
cember 1. It was possible in that way to obtain much more complete 
analyses during this period than during period 1. 

In cases where the same determinations were made at both labora- 
tories the results given are for the average. In the case of the sus- 
pended solids determinations it should be noted that differences of 10 
per cent or more in the monthly average results of analyses made at the 
two laboratories were exceptional. The alkalinity results showed va- 
riations as much as 25 per cent, which is to be expected, considering 
the color in the waste and the difficulty in obtaining the true end 
point in the titrations. No other determinations were made at both 
laboratories, as the oxygen demand and putrescibility determinations 
could be made only at Noblesville and the nitrogens and oxygen con- 
sumed only at Cincinnati. 

The monthly average analyses of the raw waste and tank efiluents 
are included in table No. 9. 

TABLE No. 9.—Monthly average analyses of raw waste and tank effluents during 
period 2. 


[Aug. 1, 1915, to June 30, 1916.] 
RAW WASTE. 
[Results in parts per million.] 


Suspended solids. ey rir a Oxy- | Putrescibility. 
gen 
Oxy- de- 

Per cent re- | Nitro- ee mands, Hour 
Month. moval. gen samedi ibeurs to Red. 

total. | Car- | Bicar- | 39 96° ; M. B 

— 30’ 96° | room ‘ - dD. 

Total. bon- | bon- C. tem- Dil. | room 

Over Over ate ate pera- tem- 

influ- Taw ture pera- 

ent. ture! 
PAMACUSC Se cas Sees ee ss T4200 Searels eee es 115 GUGh cies sae ce Sete eee seewincdl sesoe eee 
September... ....... Fe OUO ie sows jase. cia ss tis|oie leans 20 DOO aa feiere -e-call sad jepe siailiayais sinjeimie| aietens «/2's 
Octeper 7... 2.82. "ROE LIE Case SEER ANS a2 0 SOON os tbe Fae Seihtcoke Seeiseclek ac onc 
November.......... QO SOE eae ten (es aBlosrre loaves 205 MSO Ee eee AOR pamista sa se aacene 
December........... Ze 200s 4s s Si she Santee 25 280 590 830 25 1:25 +96 
AGS ODE Aa aaee Bae aen EAN Deere betes | eae ae ere 26 91 409 560 50 1:25 +96 
BebeuaEy 2 se 5525.22 ber eee Sees e ee eas 18 120 488 610 20 1:10 +96 
Marche: ceca cecnt = De 2a sie aeeetsallccsistesre 30 203 520 | 1,200 25 1:5 65 
sig |e Sache Meh ag ee ame Re 2 OSO7EL Pai bite ews 29 164 743 860 35 135 42 
1 2S Re ee eer SoM test coed aetathatiatate’s tal 42 197 804 | 1,230 45 1:5 38 
LOC gh a ee eee SES POO Ee colbee a. ae 34 158 775 | 1,090 60 1:5 30 
ANVerage 2.2.22 iP SiO ASSEN sek | nite three 29 141 598 910 SOQUEL Mata eh deco 

EFFLUENT TANKS 1 AND 2IN PARALLEL (INFLUENT, RAW WASTE). 

Be CCS, pa paar ae MOH. irae, BZt hss see st 0 MOO Nase tie |e cin whhal visi om o Be Misia aioe, 
September -.....6.-- BZN re = cz == pO ners Dates 0 O BEE ee 25] BBR EOeG| oe een 1 Dee 
OGAOVCRES. Jase sees~ 2 BOO! | -/ae.c Be DS AS erste Site 0 CODD ia oni. 25 Soest a | sans -seeheeeaetoe 
November ¢inicca-acs SWORN cess e2 Bogie warn onic 100 (ok |e ees 60 lca ceaaheeag es 
December.........-- V0 ein 50 24 200 515 650 110 1:25 +96 
VADNUAL Viaiale wins. o ais sawn BOOr |. s'slac ce BSiius oases 60 C1 vl eee ee 50 1:20 +96 
Wovritary . 552222424 GOOF 33- cde 50 18 80 455 500 30 1:10 +96 
Average....... GEOL. 53 21 63 558 575 G2 bc cts |e mic wale 


1 Maximum incubation period, 96 hours. 
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TABLE No. 9.—Monthly average analyses of raw waste and tank effluents during 
period 2—Continued. 


EFFLUEN@® TANK 1 (INFLUENT, RAW WASTE). 


: Alkalinity as Putrescibility. 
Suspended solids. CaCO. Oxy- ¥ 
gn 
Oxy- m 

Per cent re- | Nitro- oe ee Hours 
Month. moval. gen con- |} to Red. 

: total. | Car- | Bicar- |sumed, te M. B. 

Ta eee bon | pon | oO ee | aa | DL Yee 

Over | 6 ate. | ate. C. eae tem- 

mate ver p ra- 

oad raw. ture ure. 
Marche stenoses: « L220 cece hare 46 27 165 GAB Ah ore 45 1:10 78 
ADTs. 8s dames - L090 NE seetEss 47 28 125 525 680 90 1:10 48 
Maersk aSxtocee ou mtels TOO Gc aa 62 30 115 675 780 65 1:10 48 
J Ube eee st 5 4 15340 seas. 43 30 135 670 840 75 1:10 48 
AVELASZE 322 5.5 dl 230) era see oe 50 29 132 579 767 TO Nee SSSR S 
EFFLUENT TANK 2 INFLUE, RAW WASTE). 

Marching. cee liecs meer PAsOnies eee 50 22 170 400 | 1,160 40 1:10 72 
2:5) 0101 eee re ae ORO are io eieeeys 49 27 125 570 670 70 1:10 66 
age de ese estes é LOOM aioe. < eps 64 32 120 615 760 55 1:10 50 
VUNG Ss sccceecceea esd SAU overs 43 31 120 700 810 70 1:10 42 


(INSYSUISE 2 = eons se st aa A710 0 52 | Paes Sane 6 PORE ssc eS oeI | Se pe ae 
September. ......--- FAO [ata ils Bo Selah es 50:)| A NOBOaIaueverelacet sacs iegtass ae 


Average....... 645 | — 6 AB shock ae rion ears |e Peaemneee Uae Gen ap) pine Uae | RS ese 


Di) ee 590) = aT Oh aa Soe 0 “760 | ik Bee le Remi al eae a oe 
Pepiewi ber... 2.40252 480 17 Vane eel cee 20 540 |... 22-2 -|------22[e-ee eee |e eee eee 


Average......- 535 17 By deaetbacticw 10 650 | ek ase | PRES AE se: | i eae 


These results are very nearly the same as those obtained for the 
corresponding constituents during period 1. The suspended solids 
in the raw waste are slightly higher in period 2, but the difference is 
less than 10 per cent. The alkalinity as shiown is over twice that 
given for period 1, but this is due to the fact that the determinations 
were made on samples filtered through a filter paper in period 1 
while they were made on the unfiltered sample during period 2. The 
difference between the alkalinity values during the two periods was 
440 p. p. m., equivalent to 3,670 pounds of alkalinity per million 
gallons of waste. This alkalinity was doubtless in the form of cal- 
cium carbonate in suspension and was therefore removed by filtration. 
The variations of the alkalinity in the table are attributed to the 
different grades of straw and the corresponding variation in the 
amount of lime used in the digesters during the time covered by the 
samples, 
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The efficiency of the tanks in removing suspended solids checks with 
_the results obtained during period 1. The average for the period 
when tanks No. 1 and 2 were in parallel was 48 per cent as compared 
with 53 per cent during the seven months when operating conditions 
were the same, and after the two tanks were operated independ- 
ently the reductions were 50 and 52 per cent for tanks No. 1 and 2, 
respectively. 

In other respects the effluent from the tanks is only slightly differ- 
ent from the influent. The nitrogen content is, within sampling 
errors, almost identical with that in the raw waste for corresponding 
months. 

That the suspended solids removed in the tanks were largely 
mineral matter and cellulose is evidenced by the comparatively low 
reduction in the oxygen consumed value coincident with a removal 
of 50 per cent of the suspended solids. : 

Reduction of the organic matter in the waste during tank treat- 
ment with the producton of less stable compounds is to be seen in 
the 24-hour oxygen demand results which are about twice as high in 
the tank effluents as in the raw waste. This is further indicated in 
the putrescibility results where a 1:10 dilution of tank effluents 
resulted in but a very short prolongation of the period of color 
retention over the raw waste when diluted 1:5 or one-half as much. 

There is no noticeable increase in efficiency in either Tanks 1 or 
2 after November when they were converted from Dortmund to 
Imhoff tanks. Nor does tank No. 2 show any different results fol- 
lowing the change back to the Dortmund type in March. 

The fact that the reduction in suspended solids was almost as 
great for tanks 1 and 2 during period 1 when the detention period 
was but 2.1 hours as it was during period 2 with a 3-hour period, is 
confirmation of the statement previously made that the economically 
settleable solids were removed in two hours. The results from tanks 
No. 3 and 4 also bear this out. Tank No. 3, owing to septic action 
accompanied by rising of the sludge, showed a zero or negative 
removal. Tank No. 4 effected a slight additional removal over the 
_two primary tanks, but it was too small to be of practical value. 
These two tanks together oie: 1.7 hours to the detention period of 
the first two tanks. 

The results of tank treatment were, the removal of roughly 50 
per cent of the suspended solids of which the bulk was mineral 
matter and cellulose, and the preliminary decomposition of the 
organic matter thereby rendering the effluent less stable though 
clarified. 

Filtration.—The effluent from the settling tanks was treated by 
filters of various types. During July, August, and September two 
small test units were operated, one made of sand and the other of 
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cinders. On the basis of results obtained from these filters, four 
large units were installed, two of stone and two of cinders, which 
were operated as trickling filters. Preliminary to one of the cinder 
filters, a small roughing filter was installed. These filters have 
already been described in detail. 

The operating data of these filters are contained in table No. 10. 


TABLE No. 10.—Average rates of operation of filters during period 2, in thousand 
gallons per acre per day. 


[Aug. 1, 1915, to June 30, 1916.] 


Srnall Gravel 


; Gravel rough- 
Filter. Binge Sand. | No.1. | No. 2. | No. 3. ea No. 4. ing filter. 
Rates of operation. Thousand gallons per acre per day. 
Wash 
Length 
ofrun, i 
tie Tank | Tank | Tanks | Tanks |} Tanks} Tanks | Rough-| hours. 

Receiving effluent from— | 4 (1), re 1-2 (2). | 1-2 (2). | 1-2 (2). | 1-2 (2). ing. cent. 
PECTIC SS. OMY, ENS. OL ae 209 OO: PALER ir GL NE SD ARMS Da Paling es che Oa oe ae ore 
peptember,.. ¢ - oonceeagacre 197 yh) Peers lee Seen 3 Nee ees Sea es So eet carers 55 Sk |rotas 2 
October if). 255. 20k eet DYE WE meee AHSAN Ue no] Pacts Leital a wl LASS AN eee ceed etatae al ae ate anes al ee aaNet 
IN OWOHTDCT 3. ciel coo aces ASS) fae 175 175 175 1,978 1c) | Sees eae eee 
December. 121155. AGL 200 ee A 175 175 175 1,978 175 39 4.5 
ALESHA ES) RA"? ee ee se Leelee ee 175 175 175 1,978 175 24 10.1 
Hepruatiyect....c26h Wk ee PANS Ss epee 112 112 112 1,271 112 66 5.5 
Want ss Aaa oe eats DES eae 181 181 181 2, 050 181 75 5.0 
Worley. “444... SASS LQ 2 eee 170 170 170 1, 920 170 71 83 
CN Ieee ESee ey ce Se eT ee Fayed i [eee 388 388 388 4,380 388 36 5.4 
Jane Lee WEL EA ea 368 1 Lhe 367 367 867 | LSM 6674 |). ROM ITSIGS 
Average? to Sit. SEs 226 60 218 218 218 9.220 218 52 6.0 


1 Changed to effluent tank 1, November, 1915. 
2 Changed to effluent tank 2 alone, March, 1916. 

As the testing plant was operated only 8 hours a day up to 
February, the schedule for the filters was arranged to give the full 
dosage in that time. There was, therefore, a 16-hour rest period 
during each day. In February, 1916, arrangements were made to 
prolong the dosing period to 16 hours, with 8 hours’ rest. The same 
daily rate was maintained but the time of application doubled. As 
shown in the table, the rate was doubled during May and June, but 
the dosage period of 16 hours maintained as*before. 

During August, September, and October the operation of the 
small cinder filter was quite satisfactory, while that of the slow 
sand was very unsatisfactory. The surface of the sand became 
clogged very quickly after the waste was applied and, within slightly 
over a week of operation, the waste, which was standing over the 
filter at night when the plant was shut down, failed to filter through 
by the next morning. The surface of the filter became coated with 
an almost impervious mud layer, the effluent came through colored, 
and the rate was so reduced by August 19 that it was necessary to 
discontinue the filter operations. The mud layer dried and was 
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removed August 81, and the filter was put into operation again on 
September 1. At the very start the effluent was somewhat turbid. 
While there was some improvement later, the general results were 
so unfavorable and the rate so low that the impracticability of filters 
of this type was appreciated and the tests were discontinued Sep- 
tember 11. 

The favorable results obtained from the small cinder filter served 
as a basis for remodeling the plant in October. Sand filters had | 
been eliminated principally on account of the surface clogging, but 
there was no evidence that material coarser than cinders would not 
give as satisfactory results as cinders, and the necessity of screening 
the cinders had not been determined. Accordingly four large filters, 
already described, were constructed, one filled with limestone, aver- 
age size 14 inches; one with limestone screenings, one-fourth-inch 
size; one with cinders unscreened; and one with cinders screened 
over a one-fourth-inch mesh screen. : 

From November to January, inclusive, the dosage period was 8 
hours out of the 24, during which time the normal rate of application 
was 200,000 gallons per acre per day. Unavoidable interruptions, 
such as the closing down of the plant or the mill for repairs, cut - 
these rates down as shown in Table No. 10. In February the period 
of operation, nominally changed to 16 hours, averaged in actual 
fact only 9 hours. In May and June, with scheduled rates of 400,000 
per 16-hour day, the actual daily net rates for all the filters except 
the small cinder filter were 388,000 and 367,000 gallons, respectively. 
The net rates on the small cinder filter for the two months were 
381,000 and 365,000 gallons, respectively. 

The rate on the gravel roughing filter was- controlled by the 
rate on filter No. 4, as this filter took all the effluent from the rough- 
ing filter. The periods of dosage were the same and the scheduled 
rates figured 2,260,000 and 4,530,000 gallons, respectively, for the 
200,000 and 400,000 gallon rates of filter No. 4. The actual net rates 
were lower, owing, as in the case of the other filters, to unavoidable 
periods of idleness which reduced the net rates below those scheduled. 

The coarse material of which the filter was composed made much 
longer runs possible than in the larger mechanical filter operated 
during period 1. On an average during the six months of operation 
the period between washings was 52 hours. These long runs had their 
effect on the wash water, which averaged but 6: per cent of the volume 
treated, including the figure of 10.1 per cent used in January, and 5.1 
per cent omitting January. 

The results accomplished by these filters are contained in Table 
No. 2a 
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The results given in table No. 11 show in condensed form the 
average analyses by months for the entire time covered by Period ‘Iwo. 

There were only a comparatively few analyses made of the effluent 
from the slow sand filter during the two months of operation, as 
the operation difficulties became apparent from the first and it was 
evident that beds of this type could not be operated without exces- 
sive attention. The results given show about the same amount of 
removal for suspended matter as was obtained by the cinder filter 
for the same period, while the alkalinity, all in the bicarbonate form, 
is considerably higher than the values given for the cinder filter 
effluent. The number of hours required to reduce the methylene blue 
in the samples was less than that for the small cinder filter for the 
same period covered by both filters. 

The monthly average results of the analyses of samples from the 
small cinder filter are fairly uniform for the entire period of 11 
months. The suspended matter after the first month was low until 
March, when, with the exception of April, it increased with that in 
the influent. It should be noted, however, that even with the higher 
values in May and June, oxidation, as indicated by the nitrates, was 
at its maximum. That this improvement was possible, in spite of 
the increase of rate during these two months from 200,000 to 400,000 
gallons per acre per day, is strong evidence of increasing elfliciency 
of the filter. The relative removal for the suspended matter, when 
referred to either the influent or the raw waste, is uniform for the 
monthly averages, and the average for the 11 months is probably 
what can be expected in the normal operation of a treatment plant. 

The alkalinity results in the form of carbonate and bicarbonate 
show considerable variations in the filter effluent from that in the 
influent. The reason for the decrease of the carbonates was that, 
the light flocs of calcium carbonate, resulting from digesting the 
straw with lime, did not settle out in the tanks, but were removed 
by the filters, but it is not evident why the bicarbonates were reduced 
by the filters. It is possible that the color in the waste from the 
settling tanks masked the end point, thereby giving too high values, 
but even this explanation will not hold for the last two months of 
the tests, for the alkalinity increased in the filter effluent at this time, 
with the color remaining the same as during the earlier period. This 
subject will be given further study in the operation of the small per- 
manent unit to be constructed. 

The oxygen-consumed values are rather high for an effluent show- 
ing such a satisfactory degree of nitrification. The only explanation 
that can be given is that there is present in strawboard waste a large 
amount of cellulose material, part of which is very stable and is 
not readily broken down, except by the action of strong chemicals 
such as sulphuric acid in the nitrogen determination or perman- 
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ganate in the hot acid solution in the oxygen-consumed determina- 
tion. 

As it was impossible to use an incubator because of the lack of 
heat other than an oil lamp, which fire risk prohibited, the putresci- 
bility results are recorded as the number of hours to reduce methylene 
blue at room temperature, instead of relative stability numbers. Dur- 
ing the winter months this temperature was about 70° F. and in 
the summer about the same as the air temperature. Because of lim- 
ited equipment samples were held but 4 days, 96 hours. 

In but very few instances was methylene blue reduced in less than 
90 hours, and even then there was no odor of hydrogen sulphide pres- 
ent. This fact and the presence of nitrates indicates that the organic 
matter was in a stable condition, and that by reason of the character 
of the suspended solids less significance attaches to their presence in 
this waste than in a sewage eflluent. The oxygen demand values for 
24 hours were low throughout the entire period, varying from 7 to 
23 p. p.m., and averaging 12. The dissolved oxygen in the samples 
was, On an average, 9 p. p. m. 

Tests to be described later under filter No. 4, show that fish could 
live in the effluent of this filter with a dilution of 1:1. 

Though the filter gave no evidence of becoming clogged, it was 
washed on May 18, to ascertain to what extent solids were being re- 
tained. In washing the filter by applying water through the effluent 
pipe but very little material was removed, and when the water was 
applied to the surface, after the first flush which washed the under- 
drains and outlet pipe, the water passed through practically clear. 
The deposits that were removed were black and smelled like loam, and 
were fairly alive with worms, small bugs, and other organisms. 

This loamy deposit was found to a depth of 2 feet when the filter 
was finally dismantled. It appeared to have been thoroughly worked 
over into humus by the worms within the filter and was well oxidized. 
From the character and amount of this material it seems safe to con- 
clude that the filter would have maimtained the high quality of its 
effluent for some time. It, doubtless, would have deteriorated event- 
ually, but a period of good service for two years can reasonably be 
expected between washings, and the washing can be readily and eco- 
nomically accomplished by playing a 2-inch hose over the surface. 

The small cinder filter was operated three months longer than any 
of the other filters, and more significance is attached to these results 
than to any of the others. Briefly stated, the important features are: 
(1) The suspended matter in the influent was reduced 91 per cent by 
the filter, and the 80 p.p.m. remaining in the effluent did not have 
any material effect on the oxygen demand or putrescibility; (2) nitri- 
fication was active throughout the tests notwithstanding the large 
amount of suspended matter removed by the filter; (8) the oxygen 
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demand in 24 hours was very low, and on the average did not exceed 
the average amount of oxygen present; (4) the putrescibility samples 
were as a rule stable for more than 90 hours with a dilution of 1:3 
and without dilution for more than 50 hours. 

The results obtained from treating settled waste on limestone 
‘screenings were not as satisfactory as those obtained from cinders. 
The influent was the same, but the material of the filter was too 
coarse and the voids so open that the suspended matter readily 
passed through. The organic nitrogen was considerably higher for 
the entire period and nitrification generally much lower. The alka- 
linity results show the same variation that was found in the small 
cinder filter, but the oxygen consumed and oxygen demand values 
were two and three times higher, respectively, in this filter, and the 
putrescibility test upon samples diluted 1:5 gave an average stability 
of less than 76 hours. 

The condition of this filter when dismantled at the close of the 
tests, and when examined during the progress of the tests, was not 
satisfactory. The material retained by the filter had some odor, 
there was a slimy growth on the stones, and there were no worms or 
higher organisms such as were found so abundantly in the screened 
cinder filters. When this filter was washed the solids removed were 
stringy, yellowish in color, and highly putrescible on incubation, as 
indicated by odors. 

The results obtained by treating the settled waste on limestone 14 
inches in diameter were even less satisfactory than those from the 
stone screenings. This material was entirely too large, as indicated 
by the low removal of suspended matter, the high oxygen demand, 
-and the low stability figures. There were no growths of worms and 
it was felt that even if they should develop the solids would not be 
retained long enough to permit any action by them. 

The effluent from cinder filter No. 8 was considerably better than 
the filtered waste from the limestone screenings or the coarse lime- 
stone, but it was not quite so satisfactory as that from the small 
cinder filter. The cinders used in this filter were unscreened, and 
as a result of the fine material present considerable pooling took 
place on the surface, which no doubt interfered with the proper op- 
eration of the bed. Compared with the small cinder filter, the sus- 
pended matter was on an average 35 p. p. m higher, the organic nitro- 
gen 1.9 p. p. m. higher, the oxygen consumed 23 p. p. m. higher, the 
nitrates 0.82 p. p. m. lower, the oxygen demand 7 p. p. m. higher, and 
the relative stability lower for the last three months of operation. 
With dilutions of 1:3 this effluent at room temperature was stable, 
_on the average, for 86 hours. 

The analyses of the effluent from this filter show very clearly the 
effects of using unscreened cinders for filtering the waste. Pooling 
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on the surface and freezing prevented the proper aeration, and as a 
result the solids stored in the voids of the bed were not reduced to 
humus to the same extent as occurred in the washed cinders in the 
small cinder filter and the screened cinders in filter No. 4. 

When this filter was washed the material removed more nearly 
resembled that from the beds filled with stone, and there was a 
notable absence of the worms and other organisms so abundant in 
the other two cinder filters. 

The gravel roughing filter, already described, was placed immedi- 
ately over filter No. 4 for the purpose of removing a part of the 
suspended matter and to act as a colloider in gathering together the 
fine particles which constituted the major portion of the suspended 
matter in the effluent of the settling tanks. The results obtained, 
however, proved that such treatment was not practical. Only 19 
per cent of the applied suspended matter was removed for the entire 
period, the total] organic nitrogen was not reduced, and the oxy 80H 
consumed was only reduced 16 per cent. 

The results obtained from the operation of filter No. 4, ete, 
cinders, were practically the same as those obtained from erie small 
cinder filter. The suspended matter was 5 per cent higher, the 
organic matter 1.4 p. p. m. lower, the nitrates 0.5 p. p. m. lower, the 
oxygen consumed 13 p. p. m. lower, the oxygen demand 4 p. p. m. 
higher, and samples diluted 1:38 were stable for 89 hours in the 
average for the entire period covered by the test. 

There was no pooling on the surface of this filter, and the solids 
removed by washing were more of the nature of humus, and the bed 
was alive with worms, bugs, and other smaller water organisms. 
When dismantled there was considerable deposit in the upper half 
of the bed, but the analyses would indicate that this deposit was 
thoroughly worked over in the lower half and was not interfering 
with the oxidation processes. 

Studies were made with the effluent of this filter to determine its 
effect upon fish life. On April 18, 1916, a box was constructed 384. 
feet long by 23 feet wide by 1 foot deep and placed just beneath the 
outlet of the filter. All the waste from the filter flowed through 
the box, and in addition river water from the mill supply was 
added. Twenty minnows were placed in the box, and in a dilution 
of one part purified waste to three parts of water they lived with- 
out being affected in any way. On April 24 the ratio of the purified 
waste to the river water was reduced to 1:2 and this mixture was 
maintained until May 8, when the dilution was again changed to 
1:1. Up to this time all the fish were alive and as active as when 
placed in the box. The dilution of one part filter effluent to one part 
of river water was maintained from May 8 to July 1, and during this 
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time one minnow died, the others remaining as active as when taken 
from the river. 

It is quite possible the fish would have lived in the filtered effluent 
without dilution, but this was not attempted, because the testing 
station was operating only 16 hours per day during the week and 
was closed down on Sundays. In streams or rivers receiving the 
waste it is reasonable to expect a dilution of at least 1:1, and a con- 
tinuous flow, so that the tests outlined above approximated as nearly 
as possible the most unfavorable conditions that could exist in a 
river. Practically no food was given the minnows in the 78 days of 
the test except the minute organisms that were natarally, found in 
abundance in the filtered waste. 

Reviewing the results in the table as a whole it is obvious that 
filters filled with coarse limestone or limestone screenings will not 
produce a satisfactory effluent, and further that a roughing filter pre- 
ceding filtration through cinder filters is not practical. Of the three 
cinder filters operated two gave satisfactory results, while the third, 
made of unscreened cinders, pooled badly on the surface and gave 
less satisfactory chemical results. The small cinder filter was com- 
posed of unscreened cinders, but they were washed to remove the 
very fine material, so that this filter can be more properly described as 
a screened cinder filter. The large screened cinder bed No. 4 gave a 
satisfactory effluent throughout the eight months of operation, the 
effluent having less total organic nitrogen, more nitrates, and a less. 
oxygen demand in the average for the last month than the grand 
average for the entire period of operation. This shows definitely 
that the bed was in good working condition when the tests were dis- 
continued, and it is upon the results obtained from the operation of 
this filter, together with those from the small cinder filter, that recom- 
mendations are made for designing a complete plant for filtering 
settled strawboard waste. 

Treatment with activated sludge.—tIn order to study the effects 
of aerating the waste mixed with activated sewage sludge, two glass 
tubes, each 1 inch in diameter (inside) and 4 feet long, were set up 
and cylinders of filtros inserted at the bottom and cemented to make 
them water-tight. | 

In tube No. 1 activated sludge, from the Cleveland test unit, 
diluted with tap water, was placed and aerated to serve as a control 
and as a source of sludge for starting the tests using the waste. In 
the second tube activated sludge from tube No. 1, after aeration, 
and raw strawboard waste were placed in the ratio of 20 per cent 
sludge to 80 per cent waste. No attempt was made to measure the 
volume of air drawn through the tubes by means of a Richards filter 
pump, but the suction was regulated to maintain a sufficient ebulli- 
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tion of bubbles to keep the sludge well distributed throughout the 
length of the tubes. The amount of air varied on account of the 
varying water pressure, but, under the lowest pressure occurring dur- 
ing the daytime, the suction was arranged to maintain thorough 
aeration. 

The object of these studies was to determine whether the higher 
organisms found in sewage activated sludge would live and multiply 
in strawboard waste aerated with sewage activated sludge, and 
whether results could be obtained similar to those obtained in treating 
sewage by this process, with particular reference to the removal of 
cclor. There was some question whether the high carbonate and 
bicarbonate alkalinity of the waste would interfere with the ordinary 
processes developed in activated sewage, and it was assumed that the 
behavior of these higher organisms in aerated waste would be an 
index of the effect the unusual character of the waste would have on 
the development of the process. 

Samples of 1 c. c. were taken from each tube before the sludge 
settled to the bottom and diluted so that the number in the field of 
the microscope could be accurately determined. Duplicate counts 
were made of all samples. Where only one organism was found in 
the dilution a plus sign was recorded, but when two or more were 
found the dilution factor was multiplied by the number found to 
get the total number per c. ¢. 

In addition to the record of the organisms, careful notations were 
made of the color and putrescibility, and oxygen demand determina- 
tions were made from time to time. 

The following table gives the class and the number of organisms 
found in the tubes in which the activated sewage sludge and the 
_ waste were aerated. In columns marked “No. 1” are given the or- 
ganisms in the activated sewage sludge, and in “ No. 2” those in the 
wastes aerated with 20 per cent of the sludge. 
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In this table it will be observed that the higher organisms did not 
appear in the activated sludge from Cleveland until the third day 
of aeration, and it was not until the third day that the sludge settled 
to the bottom of the tube with a clear supernatant. The different 
classes of organisms given are only those that were found relatively 
abundant at some time during the test. Minute worms were found 
on three occasions but not more than one in any one count, so it 
was assumed they did not grow to any extent, and they are not 
recorded. Other organisms were found occasionally, but they are 
not included, as they did not appear on consecutive days or in num- 
bers sufficient to warrant any connection with the purification. 

Unidentified Ciliates were present in the original sludge in num- 
bers too small to count but showed a sudden increase to 18,000 after 
the third day of aeration. The second day after tube No. 2, con- 
taining the strawboard waste, was started they were present in large 
numbers. After the third day the number was greatly reduced, at 
times being absent altogether, but they appeared more frequently 
and in greater numbers in tube No. 2 than in control tube No. 1. 

The organisms identified as Lionotus were evidently not present 
in the original sludge but were introduced with the sewage added to 
the control tube on March 38. At the end of three days they dis- 
appeared and were not found later. Evidently this organism is 
present in strawboard waste as it appeared in tube No. 2 much 
earlier than in tube No. 1 and continued to be present throughout 
the tests. 

Arcella and Difflugia were present in the original activated sludge 
but only in small numbers until after the fourth day of aeration 
when they showed a count of 10,000. After that they were present 
continuously in numbers ranging from 2,000 to 8,000. They were 
present in very much reduced numbers in the tube containing the 
waste, and with the exception of one day when there was a count of 
over 1,000, they were absent altogether in 40 per cent of the samples 
analyzed. Their first appearance moreover was several days later 
than in tube No. 1. 

The organisms classed as Peritricha were present in the original 
sludge and showed rapid development to a count of 90,000 on the 
fourth day of aeration. After this, with the exception of one day, 
February 26, they showed a steady decrease to a count of 2,000. 
After adding sewage on March 3 the number increased, and there- 
after never fell below a count of 6,000. ‘This increase was due prob- 
ably to the addition of necessary food which they found in the sew- 
age. In tube No. 2 this class of organisms was present throughout 
the entire test. The numbers show wide variations but at no time 
was there such a marked decrease.as was observed in the control. 
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The raw waste which was being continuously added to this tube evi- 
dently contained sufficient food to support these organisms. : 
Euplotes were found in the control tube on three consecutive days 
after the second day of operation. After this they were not found in 
any of the samples examined. In tube No. 2 they were present in 
the samples collected on the sixth and seventh days, after which they 
disappeared for the remainder of the tests. It is, therefore, quite 
evident that the conditions of the experiment were not favorable in 

either tube for the development of this organism. 

Rotifers and molds were found in both tubes. In the control they 
were present in small numbers throughout the test but never in 
sufficient numbers to attach any importance to their presence. This 
is also true of tube No 2, although the Rotifers in this tube developed 
in larger numbers than in tube No. 1, on one day reaching a count 
of 18,000, whereas the maximum for tube No. 1 was but 80. Molds 
were never present in sufficient numbers in either tube to be recorded 
more than present. 

The Zooglea masses, reported in standard units, were present in the 
original sludge and gave, with but few exceptions, high counts in 
both tubes. In tube No. 1 the counts ranged from 8,000 to 255,000 
with apparently no regularity of either increase or decrease. In 
tube No. 2 these masses were present in much smaller numbers than 
in the control tube. With the exception of the two days in which 
they were absent in the control the count in tube No. 2 exceeded that 
in tube No. 1 on but one day and was equal to it on but one other 
day. 

While counts of the organisms in the aerated waste were, as a rule, 
less than in the control it is well to bear in mind that the portions 
of supernatant removed from the waste had some influence on the 
total number found. While no counts were made to show how the 
organisms were distributed in the contents of the tube it seems safe 
to assume there was a fair proportion in the liquid apart from the 
suspended matter, and removing the supernatant, therefore, had the 
effect of reducing the total count. The conclusion to be drawn from 
this test is that the organisms found in activated. sewage sludge 
will grow and develop in the aerated strawboard waste to the same 
extent they do in aerated sewage. 

_Chemical analyses were made of only a few samples collected 
throughout the run. In the average results the oxygen consumed 
was 107 p. p. m., nitrates 3.5 p. p. m., and suspended matter 184 
p. p.m. These analyses were made of samples taken after the sludge 
had settled for a period of 30 minutes. The putrescibility samples in 
all tests made after 48 hours of aeration, and when not more than 
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100 c. ec. of the supernatant were removed, were stable, and the 
oxygen demand after five days’ incubation averaged 15 p. p.m. For 
shorter periods of aeration the putrescibility samples were not stable, 
and the oxygen demand varied from 25 to 40 parts. 

The efficiency of the treatment in the removal or reduction of color 
fell far below expectations. A sample of the original mixture of 
activated sludge and waste was filtered and kept for comparison with 
the filtered supernatant at différent times during the tests. At no 
time during the period of operation was the color reduced more than 
50 per cent, and when all the supernatant was removed each day, as 
was done aay the end of the run, there was not more e than 25 per 
cent reduction. 

Summing up the results of these tests, which covered the period 
from F ebruary 19 to March 19, 1916, it 1s evident that the organisms 
present in sewage activated sludge al not only live =a straWw- 
board waste is mixed with activated sewage sludge but will multiply 
in large numbers. This was shown in the last seven days of the test, 
when the number of organisms was practically the same in the waste 
as in the-control, although 80 per cent of the waste in the tubes was 
removed each day. What relation these higher organisms have to 
the actual purification processes is not known, but their continual 
presence in all sewage effluents from oxidizing filters, when at least 
some oxygen is present, has led to the assumption that they are 
intimately associated with the breaking down of organic matter. 

Throughout the test the activated sewage sludge added to the 
waste maintained its flocculent condition and settled rapidly when 
aeration was stopped, and the coarse suspended matter in the waste 
likewise was formed into flocs that settled rapidly. But the finely 
divided suspended solids, about 105 p. p. m., that remained in the 
supernatant at the end of 30 minutes’ settling would not settle out 
after prolonged quiescence. The results in general were not sufh- 
ciently favorable to warrant carrying out any more extensive tests 
at the testing station at Noblesville. P 


VOLUME, COMPOSITION, AND DISPOSAL OF SLUDGE. 


In the treatment of industrial wastes, the sludge problem is, as a 
general rule, of prime importance. To the handling and disposal 
of this product of purification may be charged practically all of the 
‘operating cost of the plant, except where pumping of the waste is re- 
quired in leu of head for gravity flow. 
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Volume and composition of sludge.—tIn the tests at Noblesville 
careful records were kept of the volume of sludge deposited, its com- 
position, treatment, and possible ultimate disposal as a fertilizer. 

In Table No. 13 are recorded the results of 17 runs made in tanks 
1 and 2 to determine the volume and composition of the sludge. For 
comparison the sludge is reduced to tons of dry solids per million 
gallons and compared with the amount of suspended solids removed 
by the tanks. 


TABLE No. 13.—Sludge accumulated in settling tanks compared with suspended 
matter removed. 


TANK NO. 1. 
Sludge accumulated. Suspended solids removed. s 
ko} ° 
: ov 
Period covered (1915-16). 3 Rs 2 Ee 2 E 
wa 3 a, Analysis. i Pe Feet | 
Le} x on p. p. Mm. on S| ® 
eo ts : a a aog|se 
e S 3a PbS bho | on 
> | 4 eS ae FS Sce) 
2 isles . eg Ss = O'S era 
2 igk/e8/ 81/28 | 82 Bq | 2% 
5 |$3 \2e/ = - pes $6 /Uc 
3 | $& es 5 a 5 oa . oe as 
=e. - = ;: a 
ae “~ (2 \* |83l¢)e|9/28) ¢ 1 ¢ |B 38) sz 
wn oO 2 ra) e oO a i oa) ) ) Z Ble 
S a7 2 o 2 2 fon =) =} g oS Q | -s 4 
Sin ee eer ees) es see Uae dem Pig Aer ty ee 
a |e Q Ay oD) mo 18 4 a] me 1A a 
12) Gy 7) See Mar. 23 | 4.80 111.6 | 43.0'| 92.7 | 1.04 | 64.3 | 2.75 | 1,664 | 906! 758 13.16] 0.87 
IME Sea) ors 235 oor Apr. 12 | 3.51 | 86.7 | 40.5 | 90.7 | 1.04 | 65.3 | 3.31 | 2,087 1,230 | 857 | 3.57 - 93 
YG 0) Blea! CPS pis June 7] 5.97 | 82.5 | 72.4 | 98.2] 1.03 | 58.8 | 4.28 2,160 | 984 |1,176 | 4.90 . 87 
JUNG We25e5 sues June 28 SON S2IBOs | S6c0 41 97.0" | 1-01... . 718 564 | 328] 236 . 98 - 80 
JING 28. eo Sept. 16 | 7.02 |376.2 | 18.7 | 91.2 | 1.03 | 54.3 | 1.43 1,336 | 633 703 | 2.93 -49 
INOV25205. Bade Dee 1 S43 Wl eeialeGOs 7291s Ol 504 |< sc. 5.25 | 2,634 |1,182 |1, 452 | 6.04 . 87 
Deck e ee. c - Jan 5 | 1.54 | 53.2 | 28.9 191.0 {11.04 |...... 2.28 | 1,582 | 844 738 | 3.08 .74 
JAMO SS es. < Feb i .93 | 39.5 | 23.5 191.0 }11.04 |....2. 1.86 | 1,167 | 665 | 502 | 2.09 . 89 
JuUNeNS 2... 5 July 1 | 4.45 | 66.2 | 67.2 | 91.0 | 1.04 | 44.8 | 5.30 | 2,362 |1,136 [1,226 | 5.10] 1.04 
Totalsperiodsisticeeoccs<c ON Sime SAO HO! too eel al eve yavare l'a.s cvaveroll a <icietere DEAS: \crcisieisie'a\| atsisiereicl ome riee 8.30 74 
TANK NO. 2. 
Meh oo sace cee Mar. 23 | 4.49 |111.6 | 40.2 | 92.3 | 1.04 | 62.9 | 2.72 | 1,664 906 | 758 13.16] 0.86 
INEST 2S a erator’ Apr. 12 | 4.91 | 86.7 | 56.6 | 92.4 | 1.04 | 61.5 | 3.78 | 2,087 |1, 230 | 857 | 3.57 | 1.05 
UNE ay og Deeps eraeiae June 7 | 6.58 | 82.5 | 79.8 | 93.7 | 1.03 | 59.7 | 4.37 | 2,160 | 984 |1,176 | 4.90 - 89 
WUC e732 Sas < June 28 OR NO 2LO As SUNG foo: lls Ole se . 94 564 | 328 6 98 . 96 
tI Oy 28 Sees Sept. 16i|a72 20 1376.25)19: 2 9088 | 1.0841 53824191553 15336) 1 1633 703 | 2.93 -52 
WCCs lt cavisae des Jan. Gale LG4> O32 | 8059-2 Ol Oe 2104 1e oot 2.43 | 1,582 | 844 738 | 3.08 .79 
OTs Oeoas ease 2 Feb. 1 -92 | 39.5 | 23.3 191.0 211.04 |...... 1.84 | 1,167 | 665 | 502 | 2.09 . 88 
Hels. see acc Feb. 29 -10 | 41.3 | 24.2 191.0 21 04./...... 1.89 | 1,288 | 675 563 | 2.34 - 80 
TEOtAL Period alos leeds Sate 26. Su S289) (x95 10s ere |ee sell boman| eeoUrmeesseeletectaleaeens 2.88 . 74 
Average tanks 
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1 Assumed from other analyses. 
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These results show wide variations in the volume of sludge de- 
posited, ranging from 18.7 cubic yards per million gallons for tank 
No. 1, from June 28 to September 16, 1915, to 79.8 for tank No. 2 
from April 12 to June 17, 1915. Three factors are largely re- 
sponsible for these differences. First, the period covered by the 
run has a direct bearing on the density of the sludge, as it com- 
pacts as the layer becomes deeper. Second, the character of the 
product is a factor, as the different products are made from dif- 
ferent raw materials which give widely different amounts of set- 
tleable solids in the waste. And finally the season of the year has 
a direct bearing on the bacterial action and liquefaction of the 
sludge in the tank. 

In comparing the sludge accumulated with the suspended solids 
removed, the agreement, as shown by the ratio in the last column, 
is remarkably good. There are naturally some results at consider- 
able variance with the average, but when the factors mentioned 
above are considered, together with the difficulty of obtaining a 
truly representative sample of the sludge for analysis, and with 
the fact that the samples for the suspended solids determination 
cover but a relatively small proportion of the total run, the dif- 
ferences are less than would be expected. The ratio of the sludge 
accumulated to the solids removed of 0.85 is probably a very good 
figure. 

In many investigations this ratio is over 1, but such results are 
generally found in wastes containing large particles of suspended 
solids which are excluded from the analyses. Where the solids are 
fairly uniform in size and small enough to be included in a repre- 
sentative sample for analysis, the ratio would be expected to fall 
below 1 as it did in these studies. A certain amount of liquefaction 
must be expected, together with occasional periods of unloading, 
which would not be proportionately represented in the samples of 
the effluent taken for analysis. 

The volume of sludge deposited in tanks No. 3 and 4 was too 
small to be accurately computed. It was of no practical importance, 
as the studies demonstrated that such secondary tanks are of too 
little value to be included in a full-size plant. 

The sludge removed from the tanks was homogeneous in char- 
acter, flowed readily through a 4-inch pipe, and had a yellowish color 
somewhat darker than straw. Asa rule it was free from gas or other 
evidence of fermentation. In June, 1915, however, sludge drawn 
eff showed marked evidence of fermentation. It was full of minute 
gas bubbles, black in color, and in other respects resembled well- 
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digested Imhoff sludge. On beds it dried much more rapidly than 
the sludge ordinarily obtained and was a much better sludge to 
handle. At no other time did this digestion take place in the tanks, 
and the reason for it at this time was never found. 

Efforts were made in the laboratory to discover the cause, and 
a means to start or assist digestion. Fresh sludge was treated with 
sewage, horse and cow manure, and fresh fecal matter, for the pur- 
pose of seeding it with the necessary bacteria to start digestion. _ 

The sewage was added at the ratio of 1:3 and the manure at the 
ratio of 1 pound per gallon of waste. The samples were well shaken 
and allowed to stand in the laboratory under observation for three 
months. During this time there was no action whatever and no re- 
duction of the color similar to what takes place when domestic sew- 
age is allowed to stand for a similar period. Other tests made by 
incubating mixtures of fresh fecal matter and the raw waste showed 
a pronounced gas formation as long as the fecal matter was under- 
going digestion, but no further action after it was reduced. — 

From these tests and from the operation of the settling tanks it 
is obvious that bacterial action similar to that common in sewage- 
- treatment tanks can not be expected to develop in a short time in 
treating strawboard waste in any form of settling tank, although it 
is possible for bacteria to develop after a long period of time that 
will reduce the organic matter in the waste. 

Sludge drying.—During both periods the sludge removed from the 
various tanks was submitted to drying tests on three different kinds 
of beds. 

No. 1 had an area of 100 square feet and was filled to a depth of 
5 inches with unscreened cinders. Bed No. 2 had the same area as 
No. 1 and had 4 inches of straw over the bottom, and bed No. 3 
had an area of 138 square feet, and was filled to a depth of 74 inches 
with cinders screened over a $-inch screen. The sludge outlets from 
the tanks were at such an elevation that the sludge could be drawn 
from the outlet pipes direct to the filters by means of troughs. Only 
concentrated sludge from the bottom of the settling tanks was ap- 
plied to the drying beds, and on the average 10 inches were added to 
each bed at a time. 

The results of the investigations made in treating the sludge on 
open beds are contained in table No. 14. 


Bed No. 1, 5 inches 


of cinders. of straw. of screened cinders. 
Date. Num- Num- Num- 
ber of} Per ber of} Per ber of| Per 
Source. |days| cent | Source. |days| cent | Source. | days} cent 
ry- | water. dry- | water. dry- | water 
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TABLE No. 14.—Sludge drying on open beds. 


Bed No. 2, 4 inches Bed No. 3, 74 inches 


Remarks. 


Rain Sept. 17. 
Rain Sept. 20. 


Rain Sept. 25 and 28. 
Rain Sept. 30 and 
Oct. 1. 


Rain Oct. 4. 


Temperature below 
freezing during most 
of run. 


Rain Mar. 5 and 7. 


Rain a. m., Mar. 25. 


Temperature below 
freezing during most 
of run. ; 


As a rule the sludge in each of the nine runs recorded in the table 
was reduced to about 80 per cent water in 10 days. The weather con- 
ditions during most of the runs were very unfavorable, owing to 
extremely low temperatures and frequency of rains and snows. Beds 
1 and 2 had an additional disadvantage in being shaded from the 
morning sun by the strawboard mill and from the afternoon sun by 
the testing station. The sludge on bed 3, which was better located, 
showed slightly the lower water content for the same drying period 
and under identical weather conditions. 

The sludge appled to the beds contained from 90 to 93 per cent 
water, which was the best obtainable from the small units operated. 
Experience has shown, however, that larger tanks, which allow 
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deeper sludge deposits and have larger sludge outlets, give better 
sludge than can be obtained with test units. It seems safe to assume 
that in a permanent plant sludge containing 87 per cent moisture 
can be obtained for drying on beds. 

While it would be possible to remove sludge from the drying bed 
with 80 per cent water, especially during the winter months when 
frozen, it is better to allow further drying to obtain a sludge more 
readily handled. From the results in the above table, it would appear 
hardly safe to count on dosing a bed more than once a month 
throughout the year. This would allow time for drying and remov- 
ing the sludge and preparing the bed for the next dose. It would be 
necessary to provide sufficient drying-bed capacity to handle the 
sludge on a uniform schedule throughout the year, as storage ca- 
pacity could hardly be provided to hold sludge for favorable drying 
weather during the summer. 

Table No. 13 indicates that the total volume of sludge to be ex- 
pected is 2.75 tons dry solids per million gallons. This is equivalent 
~ to 21 tons with 87 per cent water, and, with a specific gravity of 1.05, 
to 24 cubic yards per million gallons. 

On the basis of total mill product, the most satisfactory basis for 
sludge computations for general use, and taking the Noblesville 
figure of 38,300 gallons of waste per ton of product, this is equiva- 
lent to 0.92, or practically 1.0, cubic yard of sludge, containing 87 per 
cent water per ton of product. 

The drying beds, therefore, to take an accumulation of 30 days 
will have a capacity of 27 cubic yards per daily ton of product, which, 
flooded 10 inches deep, would require an area of about 875 square 
feet. : 

Use of the sludge as a fertilizer—tTests were carried out on large 
plots of ground on the strawboard farm and on another farm owned 
by Dr. Booth to show the fertilizing value of the solids removed from 
the combined wastes from the strawboard plant. 

These tests were carried out on corn ground only and cover the . 
two seasons of 1915 and 1916. In each year and on both the farms 
where the sludge was used the soil selected was the poorest that could 
be found in the fields that were to be planted in corn, and in every 
case the strips of land fertilized, as well as the “controls,” were 
accurately laid off and stakes set to mark the boundaries. The 
amount of sludge added to each plot was computed to a dry basis 
containing 10 per cent moisture, and the solids were applied to the 
land on the strawboard farm in 1915 by a lime spreader and in 1916 
by shovels. The lime spreader was the ideal method of obtaining an 
accurate distribution of the sludge, although spreading by hand 
apparently gave the same results. 
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The experimental strips on the strawboard farm in 1915 con- 
sisted of plots of different sizes. One plot was 200 feet long by 23.5 
feet wide, to which sludge from the settling tanks was added at a 
rate of 4 tons per acre; a second plot, 175 feet long by 22 feet wide, 
was used as a control; a third and a fourth plot, each 95 feet long 
by 23.5 feet wide, were treated with sludge from an old settling 
pond at the rate of 4 tons per acre. The part of the field containing 
the test plots was farmed in the same manner as the rest of the 
field and when the corn was harvested the amounts grown on each 
section were weighed in the field. The corn husked from the stalks 
grown on plot No. 1 weighed 421 pounds, equivalent to 3,895 pounds 
per acre. On plot No. 2, unfertilized, the weight of corn was 314.5 
pounds, or 3,556 pounds per acre. Plots No. 3 and 4 received the 
same amount of fertilizer and are considered as one. The weight 
of ears husked from these two plots was 387.5 pounds, or 8,780 
pounds per acre. 

The increase per acre of plot No. 1, fertilized with sludge from 
settling tank, over Plot No. 2, unfertilized, was 339 pounds, or 9.6 
per cent, and of Plots No. 3 and 4 together, 224 pounds, or 6.3 
per cent. 

The increase in yield on the fertilized sections was not large, but 
it must be borne in mind that only 4 tons of sludge per acre were 
added and that, allowing 70 pounds to the bushel, the unfertilized 
sections produced 50.8 bushels per acre. This soil is not greatly in 
need of a fertilizer and moreover the season of 1915 was favorable. 
For an average season and on land reduced in fertility to 30 or 40 
bushels per acre the relative increase would no doubt have been 
much greater. : 

Another series of farm tests was carried out in 1915 on a farm 
owned by Dr. Booth and located about 6 miles out from Nobles- 
ville. The strips of ground selected for the tests were on the high 
ground in the field, which was no doubt the poorest soil, but like the 
test plots on the strawboard farm had received a coating of manure 
within three years. Three plots were staked off, each 195 feet long 
and 28 feet wide, with the control in the center. Eight rows of corn 
came within each strip. On two of the strips sludge obtained from a 
10-acre abandoned pond that was formerly used for settling out the 
solids from the wastes at the strawboard plant, and at this time was 
filled up with dry sludge, was applied at a rate of 8 tons per acre. A 
manure spreader was used for applying the solids and a very even 
distribution was obtained. 

The corn was husked from the stalks standing in the field on Octo- 
ber 15, and was, therefore, practically dry. The amount harvested 
from the unfertilized section was 645 pounds, and for the two sec- 
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tions treated with strawboard solids, 1,445 pounds, or an average 
of 722 pounds to each strip. The increased yield was, therefore, 
12 per cent. 

While the strips of ground selected on Dr. Booth’s farm were in 
the poorest section of the field, nevertheless the yield was high on the 
unfertilized section on account of the favorable season and the fact 
that the land was not run down. The increase of 12 per cent was 
much better than was obtained on the strawboard farm, as might 
have been expected from the application of 8 tons of sludge instead 
of 4. 

In 1916 the tests were repeated on another set of test plots on the 
strawboard farm, three strips being laid off; No. 1, 40 feet wide by 
443.5 feet long; No. 2, 50 feet wide by 373 feet long; and No. 3, 42 
feet wide by 296 feet long. The sludge was applied at the rate of 16° 
tons per acre on a dry basis, 10 per cent moisture, to plots Nos. 1 and 
_ 8, and spread over the ground with a shovel. Plot No. 2 was used as 
a control. The corn was husked from the stalks standing in the field 
and weighed in the field. The yield from plot No. 1 was 780 pounds, 
or 1,915 pounds to the acre; from plot No. 2, unfertilized, 730 pounds, 
or 1,705 pounds to the acre; and from plot No. 3, 600 pounds, or 2,105 
pounds to the acre. The increase was, therefore, 12.3 and 23, re- 
spectively, over the unfertilized plot, which yielded about 24.4 bush- 
els to the acre. 

The results given in the preceding paragraph were computed from 
the area of the strips as marked off by the stakes, and they were 
checked by adding together the length of all the rows in each strip 
and computing the increase for the fertilized sections over the unfer- 
tilized in terms of yield per linear foot. The total length of rows in 
plot No. 1 was 5,322 feet and the yield 0.1465 pound per linear foot; 
in No. 2, 5,595 feet, with a yield of 0.1305 pound per foot; and in No. 
8, 3,757 feet, with a yield of 0.1600 pound per foot. The increase of 
No. 1 over No. 2 was 12.3 per cent, and of No. 3 over No. 2 was 22.8 
per cent. These figures check very closely the increases of 12.3 and 
23 per cent, computed from the total areas of the three strips. 

The plots fertilized in the spring of 1915 were again planted in 
corn the following spring with no further addition of fertilizer in 
any form. The unfertilized section yielded 25.3 bushels per acre; 
plot No. 1, treated the previous year with 4 tons of sludge from 
settling tanks, 26.3 bushels per acre; and plots Nos. 3 and 4, similarly 
treated with 4 tons of solids from the abandoned settling pond, 27.4 
bushels per acre. The fertilized sections gave an increased yield over 
the one receiving no treatment of 4 and 8 per cent, respectively. 

It is interesting to note in comparing the results of the fertilizer 
tests for 1916 that the unfertilized plots in each separate set of plots, 
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although a considerable distance apart, gave practically the same 
vield, 24.4 and 25.3 bushels per acre. 

In addition to the field studies a series of box tests were made in 
the spring of 1916 at the testing station, using various grains and 
vegetables. The plants and seeds selected were uniform, and the 
same number of each kind, equally spaced, were planted in each of 
two boxes. There were 16 boxes, each 12 inches square and 10 inches 
deep, filled with earth thoroughly mixed, and free from foreign 
material such as rocks and hard lumps. The soil selected was from 
the poorest land of the strawboard farm, but it had been manured 
within three years and consequently had a fairly high degree of 
fertility. The odd-numbered boxes were fertilized with digested 
sludge from the settling tanks, at the rate of 6 tons, ‘10 per cent 
moisture, to the acre. 

Field corn was planted in boxes 1 and 2 and sweet corn in 3 and 4. 
Twenty-one grains of corn were planted in each box, and, while it 
was not expected that the grain would mature, it was anticipated 
that any material difference in growth could be determined by cut- 
ting and weighing the stalks when they showed signs of drying up. 
In both boxes the field corn grew to a height of 12 inches and the 
sweet corn to 9 inches and then began to wither and die. The stalks 
cut at the ground and weighed showed no difference in weight be- 
tween the fertilized and unfertilized boxes. The adverse conditions 
of growth in the small boxes probably outweighed the advantage due 
to the fertilizer which was found in the larger field tests and no 
significance is attached to these results. 

Seventy-five grains of wheat were planted in each of boxes 5 and 6. 
There was no apparent difference in the growth up to June 26, when 
the stalks began to die. In the fertilized box there were 128 stalks 
and in the control 120. The increase in weight of the stalks in box 
No. 5 over No. 6 was 5 per cent. The wheat was growing less than 
one month, and, as it was not spring wheat, the abnormal conditions 
outweigh the value of the fertilizer. 

Kighty-two grains of oats were planted fn each of boxes 7 and 8. 
The growth in box No. 7 was better than in No, 8 throughout the 
growing period—May 18 to June 26—and there were 82 stalks in 
the fertilized box, when cut, as against 76 in box No. 8. The in- 
crease in weight was 16 per cent. Oats are normally a spring crop, 
and the conditions were much more favorable for a comparative 
test than with either the corn or wheat. 

Boxes No. 9 and 10 were used for growing onions from sets, 27 
sets being planted in each box. All came up in box No. 9, and all 
but one in box No. 10. There was a noticeable difference throughout 
the growing period between the plants in the fertilized and unfer- 
tilized boxes, and after the tops died down the onions with the tops 
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removed were washed and weighed. There was an increase of 116 
per cent in the fertilized box. The onions in box No. 9 were on an 
average about twice the size of those in box No. 8, and only one 
failed to mature in box No. 9, while six which started to grow 
failed to mature in the untreated box. Allowing for a reduction of 
the onions that came up but did not mature, the per cent increase is 
very large, and as the crop as a whole matured it is safe to assume 
that a very substantial increase can be expected by the use of this 
material in growing onions. 

Tomato plants were set in boxes 11 and 12, three plants in each. 
The plants were all of about the same size and grown in the same 
beds. They were set out on May 18, and on May 26 there was 
a noticeable difference in the growth of the plants in the boxes. 

On June 8 the tomatoes in the fertilized box were 7 inches high 
and those in the unfertilized box 6 inches. The stalks were much 
larger in the former box, the leaves thicker and larger and had 
a better color. June 22 the tomatoes in box No. 11 were 11 inches 
high and those in No. 12 were 10 inches, and the buds were much 
larger in the former. On June 26 the first blossoms were noticed, 
and by the 28th all the plants were in bloom in the fertilized box, 
but those in the unfertilized box did not blossom until the 30th. 
The plants began to die on July 2, and they were then cut close to 
the ground and weighed. Those in the fertilized box showed an in- 
crease in weight over the unfertilized of 23 per cent. Considering 
the history of the growth of the plants in the two boxes and the per 
cent increase in weight of the plants in the fertilized box, it seems 
safe to assume that the sludge had some beneficial effects on the 
growth of tomato plants. 

Beans were planted in boxes 12 and 14, with 14 beans to each box. 
The only difference noted in the growths in the two boxes was in the 
number of blossoms, of which there appeared to be more in the 
fertilized box. The stalks began to dry before the pods were filled, 
so they were pulled up, the roots washed and dried and weighed with 
the vines. There was no difference in the weight of the vines from 
the two boxes. : 

Radish seeds were planted in boxes 15 and 16, 32 seeds in each 
box. Three days after planting 28 stalks were through the ground 
14 inches in box 15, and 24 in box 16, and the growth in the former 
box was slightly better. Twenty days after planting the radishes 
still showed a better growth in the fertilized box. At 46 days the 
tops began to wither and they were pulled, washed, dried, and 
weighed. Including the tops the per cent increase in weight for 
the fertilized box was 73 per cent. From the 32 seeds planted there 
were 24 radishes in the fertilized box and 22 in the other box, those 
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from the former being much larger, on an average, than those from 
the latter. 

Summing up the results obtained from the tests using the solids 
from the abandoned settling pond and from the settling tanks of 
the testing station as a fertilizer, it is seen that a variety of results 
were obtained, practically all showing more or less increase in the 
amount of grain and vegetables grown in soil treated with these 
solids. 

In the field tests carried out in 1915 the increase in corn on the 
strawboard farm, using 4 tons per acre of the settling pond sludge, 
was 6.3 per cent, while the sludge from the settling tank of the 
testing station with the same rate of application gave an increase of 
9.6 per cent. On Dr. Booth’s land, using 8 tons per acre from the 
settling pond, the increase in yield was 12 per cent. This was an 
exceptionally good corn year as shown by the yield of 64.5 bushels 
for the unfertilized strip of the poorest soil in the field. In 1916 
the amount of sludge added to the two plots in the strawboard farm 
was 16 tons per acre, and the increase obtained over a neighboring. 
untreated plot was 12.3 per cent on one section and 23 on the other. 
The sludge used in this case was from an abandoned settling pond. 
This was an exceptionally dry season, and the effect of the drought 
is shown in the yield of 24.4 bushels on the same strip that pro- 
duced 50.8 bushels per acre in 1915. It is probably safe to assume 
that for average years and on soil similar to that used in the tests 
an increase of 10 to 12 per cent can be expected when using 8 tons 
of the solid waste, 10 per cent moisture, from a strawboard plant. 
In addition to the increase in yield the first year there can reason- 
ably be expected an increase during the following two or three 
years. This was borne out in corn harvested in 1916 from the strips 
treated in the spring of 1915, where the increase on the two plots 
under observation was 4 and 8 per cent, respectively. The amount 
added in these tests was undoubtedly too small. The physical con- 
dition of the soil was very much improved in every case where the 
sludge was used, and it was possible for the farmers to tell where the 
strips began and left off by the condition of the soil when plowing it. 

The Ohio Agricultural Experiment Station Bulletin No. 274, pub- 
lished in 1914, gives some tables showing the per cent increase ob- 
tained by using different fertilizers. 

In Table No. III, part 2, page 294, the increase in the yield of 
corn on land producing 61.93 bushels per acre was 8.1 bushels when 
using 8 tons of yard manure. The increase on Dr. Booth’s land using 
8 tons of strawboard waste sludge was 7.8 bushels per acre on land 
where the unfertilized soil yielded 64.5 bushels. While it may not 
be said without further study that the strawboard sludge is equal 
in value to manure under all conditions of soil and climate, these 
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comparative results are of undoubted significance, and show that 
upon certain land, normally productive, an increase in yield of 
corn was obtained by the application of this sludge equivalent to 
the increase obtained upon other land of equal normal productive- 
ness by the application of equal quantities of yard manure. On the 
strawboard farm, using the same kind of material as was used on 
Dr. Booth’s land, but only one-half as much per acre, the percentage 
Increase was about one-half as great. 

The growing tests carried out in the boxes at the testing station 
gave much better results when using 6 tons per acre of digested sludge 
from the settling tank than those for corn in the field tests using 8 
tons per acre of sludge from the old settling pond. Special precau- 
tions were taken to make the tests comparable, such as selecting the 
same number, and a good average of the seeds or plants for each 
box, and cultivating the plants in the same way while growing. 
In determining the per cent increase, the plants were weighed on a 
chemical balance and proper precaution taken to see that each plant 
was free of dirt. The corn, wheat, and beans in the box tests showed 
no increase in the fertilizer plots, but this was probably due to their 
beginning to dry up before the growth had developed to any extent. 
The oats showed an increase of 16 per cent, and there was a noticeable 
difference in the growth in the two boxes all through the growing 
period. Onions showed the most remarkable gain of all the test 
boxes, the increase being 116 per cent. The number of onions that 
sprouted and came through the ground but did not grow to maturity 
in the unfertilized box was greater than in the fertilized box, and 
as similar results were found in practically all the tests it does not 
seem fair to assume that the difference was due to the size of the 
sets planted. Even allowing 30 per cent for the difference in the 
number of onions gathered from the two boxes, there still remains a 
high per cent increase for the onions fertilized with the solid waste . 
from the strawboard plant. Tomato plants of the same size were 
planted in two boxes, one with solids from the settling tank, as in 
all the other tests, and one serving as a control. There was an in- 
crease of 23 per cent in the weight of the vines in the box treated 
with sludge. This confirmed the earlier blossoming of these plants, 
and the color and heavier growth noticed throughout the period. 
Radish seed planted in two boxes, following the same procedure as 
outlined for all the other tests, showed a gain of 78 per cent in favor 
of the strawboard sludge. Fewer seeds grew to maturity in the 
unfertilized box than in the fertilized, as was the case with the onions 
and the oats. The radishes were much larger in the fertilized box 
and, as all the plants grew from seeds, there was no chance of the 
difference being due to a difference in selection as might possibly be 
true with the onions or tomatoes. | 
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It is realized that tests on such a small scale as those carried out 
in the boxes are subject to wide variations, but considering the fact 
that all the tests using spring crops, except the corn and beans, gave 
increases varying from 16 to 116 per cent, it is reasonable to assume 
that by using not less than 6 tons, 10 per cent moisture, of the 
strawboard sludge per acre on soil planted in vegetables, a very de- 
cided increase can be expected in the amount of product raised. 

In connection with the fertilizer tests samples of the sludge used 
were taken for analysis. In table No. 15 are recorded the results 
of these analyses. The sludges were those used in the tests and the 
analyses recorded are the average either of several samples or of 
duplicate determinations of the same sample. For purpose of com- 
parison an analysis of horse manure is included in this table. 


TasBLeE No. 15.—Analyses of strawboard waste sludge and horse manure. 


Per cent (dry basis 100° C.). 


Source 
' : Total Total 
Total Calcium ; 
: hosphorus} potassium 
nitrogen. | as CaCQO3. P ae tos abby ‘Aa 
resh Slumage seveling Tanke... = ac. 0 o- sacde se oe S kote ee 0. 69 21 0.38 0.54 
Digestedistudge settling tank.: .2...0.2..030 ws. Aci 1.0 23 .48 .42 
Studge from old settling PONG. =. «<n cpu coos eeee oe 66 37 29 «28 
Horse:manuret Gncludino litter) sais 28 2h eee ee 7 Li aire So PY eae . 26 1.50 


1Data from Bulletin No. 246, Ohio Agricultural Experiment Station, p. 726. - 


These analyses do not show the sludge to. be a high-grade fer- 
tilizer, but it should be remembered that a very important effect of 
the sludge is its mechanical action on the soil, in keeping it in a loose 
condition through the fermentation of the cellulose material. 

The lime also is of great value to many soils. This, reported as 
calcium carbonate, is lowest in the freshly deposited settling tank 
sludge, and highest in that from the old settling pond which was 
well digested. The digested settling tank sludge comes between the 
two. These differences are to be expected, as digestion, exposure to 
weather, and washing by rain all tend to reduce the organic matter 
without affecting at all, or in a much less degree, the mineral con- 
stituents. 

Compared with horse manure the strawboard sludge contains less 
nitrogen and potassium and more phosphorus. The presence of 
the lime also gives it a slight advantage. 


CONCLUSIONS. 


The investigation of methods for the treatment and disposal of 
strawboard waste, here reported upon, was made on a sufliciently 
large scale, and continued for a sufficient length of time, to justify 
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_ definite conclusions regarding the character of the waste and the re- 
sults of treatment in a permanent plant designed on the basis of the 
data obtained. : 

Supplementing these tests a survey was made of seven other straw- 
board mills to ascertain the uniformity of the wastes produced in 
this industry. This survey demonstrated that within comparatively 
narrow limits the strawboard industry is well standardized and the 
waste from the Noblesville plant is fairly representative of this en- 
tire industry. It is believed, therefore, that the conclusions based 
upon the data obtained from the studies at Noblesville are applicable 
to the industry as a whole. They apply, however, only to the waste 
produced in the manufacture of strawboard. While other grades of 
paper were made at Noblesville, straw was the principal stock used, 
and the essential conclusions are based on long runs when only 
strawboard was made. 


CHARACTER OF THE RAW WASTE. 


The strawboard waste is a composite of two separate portions from 
two distinct processes. The most concentrated and polluting of these 
two is from the beaters where the straw is washed after digestion in 
_ the rotaries. Of this waste there are about 20,000 gallons per ton 
of board, and it contains about 3,800 p. p. m. of suspended solids. 
This is equivalent to about 600 pounds of solids per ton of board. 
While a large part of these solids is inorganic, consisting of lime 
used in the digesters and dirt or silica on the straw, there is still 
considerable organic matter requiring oxidation to render it non- 
putrescible. The oxygen consumed value is about 3,400 p. p. m., and 
the 10-day biochemical oxygen demand value, 3,300 p. p- m. 

The other portion of the waste is from the paper machine, includ- 
ing the felt wash, and is much less concentrated. In volume it is 
about the same as that from the beaters, being approximately 20,000 
gallons per ton of board. The concentration of suspended matter 
is about one-sixth of that found in the beater waste, so that there are 
approximately 100 pounds of solids per ton of board. The solids in 
this waste are almost entirely fiber and it is believed that a large 
proportion of this could be recovered by using the paper machine 
waste for wash water in the beaters, as is actually done at some of 
the mills. The oxygen consumed and 10-day biochemical demand 
of this waste have similar values, averaging about 200 p. p. m. 

These two wastes combined make a total of about 40,000 gallons, 
containing about 2,500 p. p. m. of suspended matter (see Mixed 
wastes, Table No. 2), or about 800 pounds per ton of board. This is 
14 per cent more than is given above for the average of the solids in 
_the individual wastes. There is an oxygen consumed value of 1,800 
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p. p. m. and the total alkalinity, made up of carbonates and bicar- 
bonates, is about 1,000 p. p. m. 


SEDIMENTATION, 


Experimental studies made on this waste included treatments by 
sedimentation, filtration, and the activated sludge process. Periods 
of sedimentation ranging from two to four hours were employed in 
one tank and in a series of three or four tanks. Chemical precipi- 
tants (lime, sulphate of alumina, and sulphate of iron) were added 
during certain periods of the tests. 

In almost every case about 50 per cent of the solids were removed 
by these treatments. The advantage of the longer sedimentation 
periods over the shorter ones, as measured by removal of solids, was 
practically negligible. The economically settleable solids were re- 
moved by a two-hour detention period. No further improvement re- 
sulted from the addition of chemicals up to the limit of what would 
be economically feasible. 

At only one time during the tests was there any evidence of active 
fermentation within the tanks. This occurred early in the tests and 
the tanks were then converted into Imhoff tanks in anticipation of 
fermentation during the warm summer months. This did not occur, 
however, so that the ordinary horizcntal flow sedimentation tank 
was designed for the larger unit to be installed by the strawboard 
company, provisions, however, being made to convert the tank to an 
Imhoff tank if active decomposition should begin after the tank is 
placed in operation. The experiments do not justify definite conclu- 
sions upon this point, although it is believed that the plain sedimen- 
tation tank will be found satisfactory. 

The removal of 50 per cent of suspended matter by the tanks was 
not accompanied by the same ratio of reduction in the oxygen con- 
sumed values. The highest removal of the latter was 37 per cent 
in one period, and in another the removal ‘was only 7 per cent. Car- 
bonates showed some slight reduction. 


FILTRATION, 


The settled waste was treated on filters of seven different types. 
A mechanical sand filter was operated during the first six months of 
the tests but gave very unsatisfactory results. While there was an 
apparent removal of 68 per cent of the suspended solids, the actual 
removal was considerably less, as a large part of the effluent con- 
sisted of the water retained in the filter after washing, owing to the 
short runs. The mechanical features of operations were also unsat- 
isfactory. The length of runs which could be obtained were very 
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short, averaging less than three hours, and the wash water required 
reached the prohibitive amount of over 100 per cent of the waste 
treated. It was obvious early in the tests that this filter would not 
give satisfactory results, and it was abandoned in favor of biological 
filters. 

These experiments with the mechanical filter were not conclusive 
as to this type of treatment. In view of the highly satisfactory 
results previously reported by Phelps, it is not clear whether the 
failure of mechanical filtration at Noblesville was due to differences 
in the physical or chemical characteristics of the wastes in the two 
investigations, or to differences in the construction and operation of 
the filters. 

A slow sand filter was operated at the rate of 100,000 gallons per 
acre per day for a little over one month. The effluent was unsatis- 
factory, and the filter clogged too rapidly to permit continuous 
operation. ! 

Two limestone filters were also tested. One contained limestone 
screenings and the other broken limestone averaging about 14 inches 
in diameter. These filters were each operated at both 200,000 and 
400,000 gallon rates, but it was evident that the filtering material 
was too large to retain the fine suspended matter in the effluent from 
the settling tanks. The effluent of the screening filter contained over 
200 p. p. m. and that of the coarser limestone filter over 400 p. p. m. 
of suspended solids. While the stone became coated with a slimy, 
stringy growth, the filters during eight months of-operation appar- 
ently did not ripen sufficiently to give satisfactory biological oxida- 
tion. 

Unscreened cinders were used as the filtering medium in one filter, 
and while the suspended matter was reduced to about 100 p. p. m., 
the filter soon clogged and pooled on the surface. 

The most satisfactory results were obtained with screened cinders 
as the filtering medium. Two filters of this type were operated and 
both gave very satisfactory results. Rates of 200,000 and 400,000 
gallons per acre per day were maintained on each of these filters 
and at no time was there any indication of pooling or deterioration. 
The effluents, with a 1:38 dilution, were stable for a period of at least 
89 hours in the average for all the samples covering the entire eight 
months, and contained more nitrites and nitrates than any of the 
other filters. It was noticed that within these filters there devel- 
oped large masses of worms, bugs, and higher organisms and, coin- 
cident with their presence, the suspended matter retained was black 
and inoffensive, and the odor resembled that of loam. Fish were 
placed in a small box receiving the effluent from one of the filters: 
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diluted with an equal volume of fresh water, and they lived for over 
a month with apparently no distress. 

These filters, as was also the case with all the others, removed prac- 
tically all the carbonate alkalinity. The small amount of calcium 
carbonate left in suspension would not be sufficient to cause a deposit 
of the suspended matter when coming in contact with domestic sew- 
age in a stream. 

As a preliminary to one of the screened cinder filters a small gravel 
roughing filter was operated to act as a colloider. This filter, how- 
ever, was not of sufficient benefit to justify its use in a permanent 
plant. 


ACTIVATED SLUDGE, 


The activated sludge process of purification, recently developed 
for the treatment of sewage, was tested in connection with this 
waste. Laboratory studies were made over a period covering one 
month to determine whether the organisms present in activated 
sludge could exist in the highly alkaline strawboard waste, and 
what degree of purification could be obtained by this method. It 
was thoroughly demonstrated that certain of the larger organisms 
not only lived but multiplied rapidly in the waste, but the degree 
of purification with a reasonable period of aeration was not suf- 
ficient to warrant extensive tests. The color reduction, which it 
was hoped to obtain by this method, was never over 50 per cent, 
and for the most part not over 25 per cent. | 


SLUDGE ACCUMULATION AND DISPOSAL. 


Large volumes of sludge were deposited, amounting to 2.75 tons 
of dry solids per million gallons of waste treated. Computed to 
sludge having 87 per cent moisture, which it is believed can be ob- 
tained in a large plant, this would amount to 24 cubic yards per 
million gallons, or 0.9 cubic yards per ton of product, on the basis 
of an average discharge of 38,300 gallons of waste per ton of product. 

Sludge treatment was studied in connection with open drying 
beds, and while a reduction to 80 per cent moisture was accom- 
plished, as a general rule, within 10 days, the reduction below this 
point was more gradual and it was felt that under adverse condi- 
tions of temperature and rain it would not be possible to apply 
sludge to any one bed more than once a month throughout the year. 

The disposal of the dried sludge will be the most serious problem 
in the operation of a plant treating this waste. Increased yields of 
corn were obtained comparable with those reported by the Ohio 
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State Agricultural Experiment Station, from the application of 
yard manure in similar quantities to soils of similar normal pro- 
ductivity. 

PLANT DESIGN. 


On the basis of the data that have been presented, the following 
features are recommended for the design of a plant to treat straw- 
. board waste. The computations are all referred to the basis of one 
ton of daily capacity or production of the mill. While the figures 
refer primarily to the data obtained at N oblesville, it is believed that 
they may be applied to other mills of this type, as the variations 
in volume and character of the wastes found in the survey were not 
_ sufficient to materially change the general design of the plant based 
on the data obtained in the tests. 

The treatment should consist of sedimentation and filtration. The 
settling tank should be designed for a two-hour sedimentation period. 
On a basis of 38,300 gallons per ton of product, this would require 
a settling capacity of approximately 425 cubic feet per daily ton. 
This feature, however, will change with varying water consump- 
tion. As septic action did not develop during hot weather, the ordi- 
nary horizontal flow sedimentation tank is considered satisfactory, 
subject to further studies to be made in the permanent unit the straw- 
board company is constructing. In addition to the settling capacity 
ample provision should be made for the large volume of sludge which 
will be deposited in the tank. Withdrawal of sludge more frequently 
than twice a month can hardly be expected, especially during the 
winter months. As the average amount of water will be higher in 
the entire accumulation than that estimated for sludge to be applied 
to the beds, by reason of the thin top sludge, it will not be safe to 
provide storage on a basis of less than 89 per cent water. This gives 
an accumulation of 1.1 cubic yards of sludge per ton of product, so 
there is required, for 15 days’ storage, approximately 450 cubic feet 
per ton of daily output. It is impossible to withdraw all the sludge 
at any one time, so that provision should be made for a residual of 
about 20 per cent. The total required sludge capacity therefore is 
~ about 550 cubic feet per daily ton of product. 

For the drying of the sludge, open beds appear to be the most 
practical. The sludge should be withdrawn regularly twice a month 
throughout the year, as the volume is so great that it is impracticable 
to provide longer storage in the settling tank. By withdrawing small 
quantities at frequent intervals to small unit beds, it is estimated 
that sludge containing 87 per cent water can be obtained. This, as 
has been shown, represents a deposit of about 0.9 cubic yard per ton 
of product. 
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As each unit of the sludge bed can not be expected to receive more 
than one dose per month during the winter, and as no provision is 
made for holding sludge for favorable drying weather, there should 
be provided 875 square feet of sludge-bed area per daily ton of 
product. The sludge must be removed from the beds after drying 
and disposed of. Under ordinary conditions the beds should, in the 
time allowed, reduce the water content to about 60 per cent, at which 
the sludge is spadable and readily handled. At this moisture content 
the total volume of sludge to be removed from the beds and disposed 
of is about a quarter of a ton per daily ton of product. 

As an alternative for sludge beds requiring frequent cleaning there 
might be considered the use of ponds similar to those at present in | 
use for settling the waste. These would require far less area and 
should be underdrained like farm land so that eventually the depos- 
its in the ponds would drain dry and could be readily removed. 
Pending the development of a sufficient agricultural demand for the 
entire output of sludge from the plant, disposal by dumping may be 
employed. 

The actual volume of dried sludge to be disposed of is about equal 
to that of the cinders produced under the boilers, and its disposal 
does not in reality present a much more serious problem. The cin- 
ders at present are used at many of the plants for fill and for dikes 
around the settling ponds. The sludge from the beds mixed with an 
equal volume of cinders could be dumped at any place where it is 
feasible to dump cinders. 

Finally any plant installing either test units or a full treatment 
plant should make careful studies and experiments with a view of 
finding other possible uses to which the sludge may be put. The 
manufacture of fiber products, wall boards, etc., seems to present a 
possible field of development. Several very small experiments were 
made along this line during these studies. It was also attempted to 
use sludge in the mill by mixing in small proportions with regular 
stock. While the results were not satisfactory, they were sufficiently 
suggestive to show the desirability of further investigation along 
these lines. 

The filters that were found best suited for purifying settled straw- 
board waste were those made of cinders from which the fine mate- 
rial was removed, and were 5 feet deep. Those placed in the filters 
in the test units were either washed or screened over a 4-inch screen. 
Later experience has indicated that the fine material can be removed 
at a low cost by washing the cinders in a small volume with water 
under pressure. This can be done either by applying water to the 
cinders in wagons while being hauled, if a dump wagon is used or 
if the bottom of the wagon bed has slats, or they can be washed on a 
sloping platform and the cinders removed with coal forks with the 
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teeth close together. Under no circumstances should the horses and 
wagons be driven over the beds. 

The underdrainage for the filters is very important. Farm tile, if 
properly laid and the filtering material carefully placed over it, is 
satisfactory and is recommended on account of the short lengths 
which afford more open spaces for drainage. The main drain under 
the beds should be 6-inch and the laterals 4-inch, and the laterals 
should be spaced not more than 8 feet apart, the bottom of the bed 
to be sloped so that each lateral drains 4 feet on each side. The 
slope of the tile should be such that all the filtered waste coming 
into it will drain freely from the beds. The bottom of the filter 
should be thoroughly compacted and smoothed so that there will be 
no pooling. This is very important and will justify very strict pre- 
cautions to secure a smooth surface in preparing the underdrainage 
for the filters. The underdrainage system should be carefully in- 
spected after 2 feet of cinders have been placed to see whether any 
of the tile have been broken. 

The tile, laid in trenches with the sides sloping 4 feet each way, 
should be covered with 8 inches of coarse stone graded from 4 to 6 
inches in diameter immediately over the tile to sizes averaging 1 to 
2 inches. 

The filters gave satisfactory results when operating at rates vary- 
ing from 200,000 to 400,000 gallons per acre per day. The net rates 
in the average by onthe were slightly lower, but the filters were 
operated continuously at a rate of 400,000 for a long enough period 
to justify the recommendation that his figure be used in computing 
the area required to treat the waste from a strawboard mill. On 
the basis of 38,300 gallons of waste per ton of product there will be 
required 4,171 square feet of filter area per ton of product, and with 
a depth of 5 feet there will be required 772 cubic yards of cinders per 
ton of product. 

The waste should be applied to the filter ete by means of a siphon 
and the distribution effected by means of troughs placed over the 
surface of the beds. 

COSTS. 


No detailed cost estimates can be given at this time because the 
cost of this plant is more than ordinarily dependent upon local 
conditions. Where there is no urgent need of complete purification 
immediately, tanks could be installed for removing the suspended 
matter and the cinders produced at the mill used for constructing the 
filters. For plants discharging not more than 1,250,000 gallons of 
waste per day and burning 100 tons of coal a day it would require 
about 8 years to build enough filters to treat all the wastes. Con- 
tractors who handle large quantities of cinders in Cincinnati state 
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that cinders could be delivered in normal times within a radius of 
40 miles of Cincinnati at an approximate cost of 35 cents per cubic 
yard f. o. b. siding within the 40-mile zone, and for longer hauls the 
extra freight would be in proportion to the distance. The cost of 
screening or washing the cinders would have to be added to the esti- 
mate given above. That would not add materially to the cost, espe- 
cially if the cinders are washed either in the wagons hauling the 
material to the beds or on platforms. 

Rectangular, hopper-bottomed concrete tanks, for plants of 
greater daily capacity than 7 tons of board, can be constructed with 
about 9 cubic yards of reinforced concrete per daily ton of plant 
capacity. Circular tanks are more economical of concrete, but call 
for somewhat higher unit cost of placing. Careful engineering de- 
sign should be worked out in each case. Underdrainage of sludge 
beds may be estimated from similar local farm drainage costs. Land 
values and incidental costs are purely local. 

The cost of such a plant is well within the means of any straw- 
board mill, and would in general represent an economy when the 
area and value of the land at present used for settling ponds is 
taken into consideration. The cost and supervision of the operation 
of such a plant would be but a very small burden and well worth 
while in view of the removal of the large settling ponds with their 
continual danger of becoming a nuisance, and the expense of re- 
placing them as they become filled with sludge. 

Observations made at several mills have suggested the possibility 
of numerous economies. These apply principally to the water con- 
sumption with the attendant cost of pumping, but there is good rea- 
son to believe that an appreciable saving could be made in the stock 
which is at the present time escaping with the waste. It is believed 
that in many cases the economies necessitated by the installation 
and operation of a treatment plant would eventually more than pay 
for the treatment of the waste. 

Entirely aside from any questions of possible economies, the time 
is rapidly approaching when the strawboard-waste problem will 
have to be faced and disposed of in a more progressive and scientific 
manner than has hitherto been the practice. While the investiga- 
tions here reported are in no sense complete or final, the information 
given will indicate the type of plant that is required and the ap- 
proximate construction and maintenance charges involved. 

A plant recommended on the basis of the tests was to be tried out 
on a larger scale, treating 20,000 to 30,000 gallons per day, the 
American Strawboard Co. building the plant and operating it under 
the general supervision of the United States Public Health Service. 
The filters have been constructed but the unusual business activity 
due to the war has thus far prevented the completion of the unit. 


THE DETERMINATION OF THE BIOCHEMICAL OXYGEN 
DEMAND OF INDUSTRIAL WASTES AND SEWAGE. 


Emery J. THERIAULT? and Harry B. Hommon? 
INTRODUCTION. | 


In the investigation of methods for purifying industrial wastes 
made by the United States Public Health Service during the past 
three years a large number of analyses have been made to determine 
the biochemical oxygen demand of industrial wastes and sewage. 

During the early part of the work considerable difficulty was en- 
countered in obtaining reliable data, using the methods then avail- 
able; i. e., the excess nitrate (Lederer), the relative stability and 
excess oxygen methods. It was found, using the excess nitrate 
method, that the ease in preparing the sample for incubation was 
largely offset by the later determinations of the residual nitrites and 
nitrates. It was also found that when the reduction method was 
employed the reduction of nitrites and nitrates to ammonia was 
frequently imperfect and that it was necessary to estimate both 
nitrites and free ammonia after reduction to determine the total 
residual available oxygen. The impossibility of observing inter- 
mediate stages in the deoxygenation limit the usefulness.of the rela- 
tive stability method. It did not seem permissible, moreover, to 
employ the conversion factors applicable to both the relative sta- 
bility and nitrate methods to all types of industrial wastes without 
confirmation. The general applicability of the excess oxygen 
method as well as its freedom from empirical constants, closer simu- 
lation of natural conditions and the necessity of using it in any case 
for the calibration of other methods, prompted an intensive study of 
its shortcomings. The results of this study were so highly satis- 
factory that it seemed advisable to prepare and present an outline 
of the development of the oxygen demand studies. 

The method adopted at the beginning of the work for determining 
the amount of oxygen required to completely oxidize the organic 
matter in a waste has been in use for some time in this country * and 
may be briefly described in its essential features as follows: Dilu- 
tions of the waste are made with acrated water, the degree of dilu- 
tion being such that not less than 30 or more than 60 per cent of the 


1 Sanitary Bacteriologist, U. S. Public Health Service, Cincinnati, Ohio. 
2Sanitary Engineer, U. S. Public Health Service, Cincinnati, Ohio. 
* Phelps, E. B., and Black, W. M. N. Y. Harbor Report 65 (1911). 
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oxygen initially present + * is used up during the subsequent incuba- 
tion. If the diluting water has an appreciable oxygen demand, as 
is generally the case, its magnitude is determined by a blank deter- 
mination and the value thus found is deducted from the value of 
the diluted waste. This corrected depletion, multiplied by a factor 
for the concentration of waste incubated, gives the oxygen demand 
of the straight waste for the period of incubation. Most of the diffi- 
culties mentioned in the literature bearing on the subject were en- 
countered in the course of the work. A discussion of these difficul- 
ties and of the technic developed to minimize them is given in the 
following paragraphs. | 


SOURCES OF ERRORS IN OLD METHODS AND TECHNIC 
DEVELOPED TO REMOVE THEM. 


1. REAERATION DURING THE MANIPULATION AND DURING THE 
INCUBATION.?® 


It has not been found that any of the inconsistencies of the excess 
oxygen dilution method can be traced to reaeration during the ma- 
nipulations if the oxygen content of the diluting water is within 
one part per million or thereabouts of the saturation value corre- 
sponding to the laboratory temperature. The liability of error from 
reaeration decreases rapidly as the oxygen content of a liquid ap- 
proaches saturation at the temperature to which it is exposed, since 
the rate of absorption of oxygen is proportional to the saturation 
deficit of the liquid. If 37° C. incubation is used it is necessary that 
the initial exygen content of the dilutions should be less than 6.6 
p. p. m. to avoid loss of oxygen due to supersaturation. The fact 
that this saturation value differs so much from that of equilibrium 
at ordinary laboratory temperature renders the likelihood of reaera- 
tion great. Incubation at 87° is open to the further objection that, 
since the oxygen content of a water in equilibrium with air at that 
temperature is only about 6.6 p. p. m., the range of dilution is quite 
restricted. The fact that the reaction proceeds much faster at 37° 
than at 20° is in favor of 37°. incubation; the results obtained, how- 
ever, are not as reliable as those obtained at a lower temperature. — 
An incubation temperature of 20° C. was adopted at the start and 
followed throughout the course of the studies presented later on in 
this paper. This temperature more nearly satisfies stream condi- 
tions with regard both to temperature and types of bacteria at work, 
and any error, dué to reaeration during the manipulations, is elimi- 


1Fifth Report of Royal Sewerage Commission, App. IV. 

2Lederer, A. The Biochemical Oxygen Demand of Sewages, Jour. Ind. Chem. 6 (1914), 
888. 

3’ Bruckmiller, F, W. Oxygen Demand of Sewages. Jour. Ind. Eng. Chem, 8 (1916), 403. 
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nated or at least minimized. If tightly fitting stoppers are used 
there is little chance for reaeration during incubation. 


2. (a) LOSS OF OXYGEN AS EVIDENCED BY THE COLLECTION OF GAS UNDER 
THE STOPPERS OF INCUBATED BOTTLES—(b) VARIATIONS IN THE 
INCUBATOR TEMPERATURE. _ 


Hale and Melia: have claimed that oxygen is liberated during 
incubation, even if the dilutions are undersaturated with dissolved 
oxygen at the start of a test, the oxygen being lost on removing 
the stoppers to add the reagents. Our experfence, however, has not 
borne out this contention. Saturation for distilled water in the 
presence of air is 9.17 p. p. m. at 20° C. and 760 mm. pressure. for 
tap water, which was used in all the determinations made, it should 
be slightly less, due to the presence of inorganic salts. This value is 
still lowered in the dilutions owing to the presence of the waste 
itself. Moreover in an incubated bottle CO, (or even free N) 1s 
probably formed, tending to drive some of the oxygen out of solu- 
tion. The investigation was started in the month of July, 1915. 
At this time of the year the temperature of Cincinnati tap water is 
about 25° C. corresponding to a saturation value of 8.3 p. p. m. for 
distilled water. Open tubes of a type described later were used in 
all the earlier determinations. No difficulties, due to the liberation | 
of gases during incubation, were experienced until the following © 
winter. The temperature of the tap water, as drawn, then grad- 
ually dropped to about 5° C., the oxygen content at this temperature 
being over 12 p. p.m. Large air bubbles were then constantly ob- 
served. This difficulty, plainly due to supersaturation, was remedied 
by diluting the tap water with boiled water in quantity sufficient to 
reduce the oxygen content below saturation at 20° C. A careful 
examination of 370 incubated bottles, before and after incubation, — 
failed to reveal a single case where a gas bubble was formed when 
the oxygen content of the diluting water was less than 9.0 p. p. m. 
at the start of the test. The time of incubation of the above samples 
varied from 1 to 10 days. It was found later, when the use of 
tubes was discontinued, that gas bubbles would rarely be found if 
the initial temperature was adjusted as well as the initial satura- 
tion. Those occasionally found were ascribed in part to a lowering 
of the incubator temperature. The volume change of 300 c. ¢. of 
water from 20 to 17° C. is about 0.2 c. c., enough to cause a per- 
ceptible gas bubble, but too small, however, to vitiate the results 
even on the assumption that the entire bubble consists of oxygen, 
which is probably not the case. If the temperature rises above 20° C. 
ee Wee ko ee 

1Hale, F. E. and Melia. A Comparison of Methods for Determining Putrescibility or 
Oxygen Demand. Jour. Ind. Eng. Chem. 7 (1915), 762. Lederer, A. Notes on the Prac- 


tical Application of the “ Saltpeter Method” for Determining the Strength of Sewages. 
Am. Jour. Pub. Health, 5, 355. 
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no air bubble will be found, since even if gas is liberated it is dis- 
placed by the liquid. The formation of a gas bubble due to evapora- 
tion of the liquid incubated may be prevented by keeping the in- 
cubator saturated with moisture. 


3. OCCASIONAL ANOMALOUS RESULTS NOT READILY EXPLAINABLE,’ * LACK 
OF AGREEMENT BETWEEN DUPLICATE DETERMINATIONS, AND ERRORS IN 
MAKING THE DILUTIONS. 


The failure to obtain concordant results when duplicate concen- 
trations of a waste are incubated has been found to be due largely to 
imperfect technic. It was noted in the early experiments that the 
agreement between the biochemical oxygen demand values of the 
diluting water was, in general, quite poor. The cause of this poor 
agreement was definitely ascribed to the use of imperfectly washed 
bottles. Organic matter adhering to the sides of bottles previously 
used with greasy wastes is not all removed by simply rinsing with 
tap water and allowing to drain. The initiation of a routine of 
washing all bottles with concentrated sulphuric acid (or cleaning 
mixture), followed by a thorough rinsing with tap water, was ac- 
companied by a marked decrease in the indicated oxygen demand 
of the diluting water as well as a much closer agreement between 
duplicate determinations of its value. The necessity for strict clean- 
liness in all glassware employed need not be further emphasized. 

The results obtained with the diluting water were thereafter much 
more consistent, but poor agreement between duplicate dilutions of 
the same waste was frequently noted. This was afterwards traced 
almost wholly to poor mixing in preparing the dilutions. The adop- 
tion and rigid adherence to a method of mixing described later led 
to such close agreement between duplicate determinations that the 
incubation of duplicates was discontinued. 


4. (A) LACK OF AGREEMENT BETWEEN DIFFERENT CONCENTRATIONS: THE 
LOWER CONCENTRATIONS GENERALLY GIVING MUCH HIGHER OXYGEN 
DEMAND VALUES **°—-(B) DIFFICULTIES IN GAUGING THE DILUTIONS 
SO AS TO SECURE DEPLETIONS WITHIN 30 TO 60 PER CENT OF THE 
OXYGEN PRESENT AT THE START.® 


The agreement between different concentrations was not improved, 
however, by the adoption of proper precautions relating to the use 


1 Lederer, A. The Biochemical Oxygen Demand of Sewages. Jour. Ind. Eng. Chem. 6 
(1914), 887 

? Hale and Melia, loc. cit.. page 763. 

3 Ibid. 

“Bruckmiller, loc. cit., page 404. 

® University of Illinois Bulletin. Water Survey Series No. 18, volume 14, page 322. 

© Hale and Melia, loc. cit., page 768. 
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of diluting water slightly undersaturated at the laboratory tem- 
perature; the rinsing of bottles with acid; and the securing of 
perfect mixing in making the dilutions. It was found that the 
lower concentrations gave greater biochemical oxygen demand 
values than the higher concentrations in practically all cases. It 
seems reasonable to assume that the amount of oxygen used up 
during any given interval is directly proportional to the amount 
of organic matter present at the start. Therefore, the depletions 
found with any of the concentrations should, when multiplied by 
the proper concentration factor, give identical results. Whenever 
five or six concentrations of the same waste were incubated and re- 
moved on the same day an ascending series of values was invariably 
obtained. So consistently did this occur that an effort was made to 
determine the factors which might tend to cause the lower concen- 
trations to give higher results, assuming that the anomaly was not 
due to any inherent defect in the method.. Apart from the fact that 
any germicidal effect, due to the waste itself or to products formed 
during incubation, would be accentuated in the higher concentra- 
tions, nothing could be found for a long time that would explain 
the phenomenon. 

Errors, such as loss of iodine during the titrations, dissolved oxy- 
gen in the reagents, etc., are largely counterbalancing and negligible. 
Loss of oxygen during the incubation would have the opposite effect, 
since this loss would be the greatest in the water blank. A clue to 
the explanation was found when an analysis of the results revealed 
the fact that these could be readily harmonized if the concentrations 
were increased by a constant. Thus in an actual case the concen- 
trations incubated were 0.5, 1, and 2 per cent and the corrected de- 
 pletions 2.2, 4.2, and 8.2 per cent, the corresponding oxygen demand 
values being 440, 420, and 410 p. p.m. If 0.05 is added to each con- 


centration, these become 0.55, 1.05, and 2.05 per cent and the bio- 
chemical oxygen demand values are all alike; i. e., 400 p. p.m. It 


is evident that any constant common to each concentration would 
cancel out if the concentrations were subtracted from each other. 
The subtraction of the above values gives two independent concen- 
trations: (2—1)=1 per cent and (2—0.5)=1.5 per cent. The sub- 
traction of the corresponding depletions gives (8.2—4.2)=—4 and 
(8.2—2.2)=6 p. p.m. The factor in the first case (concentration 1 
per cent) is 100 and in the second case (concentration 1.5 per cent), 
100/1.5; the corresponding oxygen demand values are 400 and 400 
p. p.m. From another viewpoint a 2 per cent concentration of waste 
may be regarded as a 1 per cent concentration diluted with a water 
containing also 1 per cent of the same waste; the system may be 
extended so that a 5 per cent concentration is regarded as a 4 per 
cent concentration of waste in a diluting water containing 1 per 
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cent, etc. In other words, instead of using tap water, as drawn, for 
making the dilutions, a low concentration of the waste itself might 
be used for dilution and for the blank. The depletion found for 
this low concentration would be subtracted from the depletions 
found for the higher concentrations, these being diminished by the 
known strength of the low concentration thus used as a blank. In 
this manner any constant error would cancel out. In practice this 
method is quite cumbersome, since three concentrations must be in- 
cubated to derive two independent values. Moreover, the depletions 
must be such that the values obtained by their subtraction are quite 
large or else the percentage error is great. It was found possible, 
however, to secure a large number of such results. A few typical 
illustrations are given in the following table: 


TABLE No. 1.—Table showing the oxygen demand values derived by two different 
methods of computation. 


(a) Computing each analysis separately with a water blank. 
(6) Subtracting the concentrations and the corresponding depletions of two dilutions and computing the 
oxygen demand on the differences. j 


Water blank. | Computations for first method. Computations for second method. . Epa 
+ |Depletion q © 3 be} ; rae 
Bn] OL Cone - Ss 2 2 Sq a re A d 
© | centra- | § E 3 @, de S c 
H mH * 2s S [or rch Kl mo g + . ’ 
s 5, tion 8 mo ees Qo, te Pies 3 Q aa 
ieee a ae PaPe ENS | Sila E a5 aH lag |B] g 3 a) 
: ate ale I a a: yee | 2 AS ~ 3 
aloes ti Su & ioe te S |- By Qi OMT ai ae (1a ae | lace ry Pa 
: ea g ro q $4 Ko} f4 4 I Q EES) a g 5 
oY Sc Ged 3 wae) rs qo AS) Peer ~ omy 
ot eS ® ° » 2 i) bo 3) @ v roy co) Sq 
Balidahderdncietl elk. Os ecepiAn e Big oad Badly craw ae 
e * n ool 
ae retort! a ics areas S A 5 ye. ae ae 
9.3 |.8.2|1.1 0.50 | 2.8] 1.7 200 340 |1.25 —0.50 |3.9—2.8 | .075 | 1.1 133 147 340 
V2? 12329"| 2298 80 224 |2.50 —1.25 |5.6—3.9 | 1.25 | 1.7 80 136 224 
2.50 | 5.6 | 4.5 40 180 |2.50 — .50 |5.6—2.8 | 2.00 | 2.8 50 140 180 
8.8 | 8.6) :.2 (1.25; | 2.01 1.8 80 144 |2.50 —1.25 /3.83—2.0| 1.25 | 1.3 80 104 144 
2.50 | 3.3} 3.1 40 124 {5.00 —2.50 |5.9—3.3 | 2.50 | 2.6 40 104 124 
5.00 | 5.9 | 5.7 20 114 |5.00 —1.25 |5.9—2.0| 3.75 | 3.9 27 104 114 
84) 7.9) .5] .125 | 2.4] 1.9 800 | 1,520 | .250— .125 |3.6—2.4 125 | 1.2 800 960 | 1,520 
. 280 | 3.6 | 3.1 400 | 1,240 | .500— .250 |5.9—3.6 |] .250 | 2.3 400 920 | 1,240 
-500 | 5.9 | 5.4 200 | 1,080 | .500— .125 |5.9—284 ] .375 | 3.5 267 933 | 1,080 
8.4 | 7.1] 1.3 | .050 | 3.2 | 1.9 | 2,000 | 3,800 | .125— .050 |4.3-3.2] .075 | 1.1] 1,333 | 1,470 3, 800 
- 125 | 4.3 | 3.0 800 | 2,400 | .250— .125 |6.2—4.3 125 | 1.9 8 1,520 ' 2,400 
. 250 | 6.2 | 4.9 400 | 1,960 | .250— .050 |6.2—3.2 200 | 3.0 500 | 1,500} 1,960 
8.8 8.4.) °F4. |... 625, 1.2.2). 68 160 288 |1.25 — .625 |3.0—2.2| .625| .8 160 128 288 
1525" |°3.0'1-2.6 80 208 |5.00 —1.25 |7.6—3.0 | 3.75 | 4.6 27 123 208 
00 1.17.6) 752 20 144 |5.00 — .625 |7.6—2.2] 4.38 | 5.4 23 123 144 
8.8 | 8,2 | -.6)| 125 |, 2.3: |. 1.7 800 | 1,360 | .250— .125 |8.4—-2.3 | .125| 1.1] “800 880} 1,360 
. 250 | 3.4 | 2.8 400 | 1,120 | .500— .250 |5.7—3.4 | .250 | 2.3 400 920 | 1,120 
-500 | 5.7 | 5.1 200 | 1,020 | .500— .125 |5.7—2.3 | .375 | 3.4 267 907 | 1,020 
8.6] 7.8 | ..8 | .010 | 3.0 | 2.2 |10,000 |22,000 | .020— .010 |4.0—3.0] .010 | 1.0 10,000 |10,000 | 22,000 
- 020 | 4.0 | 3.2 | 5,000 |16,000 | .040— .020 |6.0—4.0 | .020 | 2.0 | 5,000 |10,000 | 16,000 
-040 | 6.0 | 5.2 | 2,500 |13,000 | .040— .010 |6.0—3.0 | .030 | 3.0 | 3,333 /10,000 13,000 


1Only 2 of the 3 values obtained are independent values. 
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It is evident that in the examples given the same results could 
have been obtained by assuming slight errors in the determination 
of the water correction. The excellent agreement, however, between 
duplicate determinations of the water correction offered no justifica- 
tion for such an assumption. It is possible, however, that the oxygen 
demand of the diluting water is not the same by itself (in the blanks) 
as in the dilutions. A plausible explanation of this lies in the fact 
that the organic matter in the diluting water is already highly ox1- 
dized and is subjected to the action of but small numbers of at- 
tenuated bacteria; in the dilutions, however, this organic matter is 
subjected to the action of a greater variety of less attenuated bac- 
teria. If this be the true explanation, the use of the diluting water 
having no oxygen demand would eliminate errors of this sort. This 
has been found to be the case and is the basis of the method at present 
used. Distilled water would appear to be suitable, but that available 
for the work showed appreciable quantities of ammonia and nitrites; 
these forms of nitrogen would have a definite oxygen demand in 
the dilutions and this oxygen demand would be much less in the 
blanks, the distilled water being presumably sterile. Water drawn 
- from deep wells may behave like distilled water. Moreover, the 
quantity of water required where much work is being done makes 
the use of distilled water undesirable. When Cincinnati tap water 
is stored for a sufficiently prolonged period its oxygen demand is 
reduced to such a figure that, when it is used for making dilutions, 
the biochemical oxygen demand values derived from different con- 
centrations of a waste generally agree within a few per cent. It is 
not necessary, using this method of procedure, to obtain depletions 
of between 30 and 60 per cent of the oxygen initially present. Con- 
cordant results are obtained whenever the depletions are between 20 
and 90 per cent if the diluting water has a 10-day oxygen demand of 
less than 0.6 p. p.m. If the corrected depletions determined upon 
concentration of 1 and 2 per cent are 0.4 and 0.8 p. p. m., respectively, 
it is apparent that an error of 0.2 p p. m. would make the biochemical 
oxygen demand values derived 20 and 30, or 60 and 50, instead of 
40, in each case. To obviate errors of this nature the depletions 
should be greaten than 1.8 p. p. m.; 1. e., about 20 per cent of the 
oxygen intially present. Values derived from concentrations show- 
ing depletions up to 90 per cent of the initial oxygen are by no means 
less reliable than those derived from lower depletions. In fact they 
are probably more reliable as the percentage error is less. This 
simplifies the method considerably since fewer concentrations need 
be put up and the same concentration can be used to derive values 
for different periods of incubation. 
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METHOD FOR THE DETERMINATION OF THE BIOCHEMI. 
CAL OXYGEN DEMAND OF INDUSTRIAL WASTES AND 


SEWAGE AS DEVELOPED FROM THE EXCESS OXYGEN 
METHOD. 


As a result of these studies there has been developed and em- 
ployed in the study of sewage and industrial wastes an improved 
procedure for the determination of the biochemical oxygen demand 
by the excess oxygen method. The procedure appears to overcome 
the more serious difficulties that have hitherto been experienced in 
the analytical details of this method and to give results that are 
concordant among themselves and sufficiently accurate for the pur- 
poses for which they are required. The details of this procedure 
will be given somewhat fully because of the importance that has 
been found to attach to a close adherence to detail in every essential 
operation. 

APPARATUS. 


Twenty-liter carboys.—To store water for dilution purposes. 

Bottles for incubating samples—Two hundred and fifty ¢."c. or 
preferably 300 c. ce. capacity, provided with ground-glass stoppers. 
Since ground-glass stoppers are generally not interchangeable, they 
should be tied to the necks of the bottles. , 

Devices to provide for volume changes during incubation or for 
entrapping liberated oxygen.—If it is desired to use devices of this 
character, it will be found convenient to use “open tubes” as de- 
vised by H. W. Streeter at the Baltimore Sewage Laboratory and > 
later improved by him in connection with the Ohio River Investi- 
gation. These tubes are 6 inches long, one-half inch in diameter, 
of thick glass with edges smoothed in a flame. They are fitted at the 
center with a piece of heavy rubber tubing 2 inches long, slipping 
snugly over the tube, and of such thickness as to completely close the 
neck of the bottle. This device acts, practically, as a one-hole rubber 
stopper and a piece of glass tubing. To insert, place the moistened 
tube in the bottle until the rubber touches the liquid, then, holding 
the index finger over the open end of the tube, depress same into 
position. ; 

Dilution flasks—One thousand and five hundred ec. ec. capacity. 

Stphons.—Two siphons are necessary, one for filling the dilution 
flasks and the other for filling the bottles from the flasks. The first 
one consists of a piece of glass and rubber tubing (one-fourth inch) 
bent so that one arm will extend down to the bottom of the carboy 
containing the diluting water and the other end extending down far 
enough to work as a siphon. A rubber tubing clamp serves to stop 
the flow when the flasks are full. The other siphon is used for 
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filling the bottles to be incubated from the dilution flasks. This one 
consists of three parts—first, the siphon proper; second, a two-hole 
rubber stopper No. 6 set on the short arm of the siphon so that the 
end is one-fourth inch above the bottom of the flask; and, third, a 
short piece of glass tubing bent into a “U™” form, one end extending 
through the rubber stopper and the other end connected with a piece 
_of rubber tubing used to start the siphon. 

Incubator.—Capable of regulation within one degree of 20° C. 

Measuring flasks—Graduated to correct for liquid displayed by 
reagents added. 

Pipettes For adding the reagents below the surface of the liq- 
uid, pipettes may be improvised by cutting a 10-c. c. pipette near the 
end and inserting a rubber gasket in it to hold a small glass tube of 
the desired length. 

REAGENTS. 


As given in Standard Methods, A. P. H. A. 1917, 
DILUTING WATER. 


As already explained, it is essential that the biochemical oxygen 
demand of the diluting water should be less than 0.6 p. p. m. at the 
time of use. Moreover, it should not be supersaturated with dis- 
solved oxygen at the temperature of incubation, and, if tubes are not 
used, the temperature of the diluting water should be adjusted to 
that of the incubator. Once the routine is established, diluting 
water answering the above requirements is easily kept on hand. 
Distilled water generally has an appreciable oxygen demand due to 
ammonia and volatile organic compounds and contains nitrites 
which interfere with the accuracy of the titrations. If the bio- 
chemical oxygen demand of the water is greater than 0.6 Pp. p. m. 
after 10 days of incubation it should be stored until it is reduced to 
that figure. Cincinnati tap water, as drawn, has a 10-day oxygen 
demand of about 1.8 p. p.m. If stored for 7 or 8 days and then used 
for making the dilutions, the 10-day oxygen demand is reduced to 
about 0.4 p. p.m. Stored tap water, saturated with dissolved oxygen 
at the start, may become undersaturated due to its oxygen demand, 
but will again approach saturation if storage is prolonged. The 
change in the oxygen content of a water due to gain from or release 

to the air is very slow if the water is within one part per million or 
so of saturation. The changes in oxygen content also lag consider- 
ably behind the temperature changes. It is desirable that the water 
contain at least 7.5 p. p. m. of dissolved oxygen at the start of the 
incubation. Water containing less may, of course, be employed but 
gives a narrower range of depletion. 
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Supersaturation is to be guarded against, since, even if devices for 
entrapping oxygen liberated during incubation be employed, the 
recovery of gaseous oxygen by the Winkler reagents is slow and 
uncertain. Contact with the precipitated Mn (OH), can be secured 
only by the entrance of the dissolved oxygen into solution unless pro- 
longed and emulsifying shaking be resorted to. 

Saturation for distilled water, as stated above, is 9.17 p. p. m. at 
20° C. in the presence of air. For seawater with 10,000 p. p. m. of 
chlorine, under the same conditions, saturation is only 8.3 p. p. m. 
Ordinary tap water should fall within these limits. For Cincinnati 
tap water saturation at 20° C. is probably 8.9 or 9.0 p. p.m. If the 
diluting water is stored at a temperature slightly above 20° C. super- 
saturation is easily prevented. If it must be stored at a temperature 
below 20° C. it may be brought to saturation at 20° C. before use by 
adding stored tap water recently boiled and cooled. 

The adjustment of the temperature may be dispensed with if tubes 
are substituted for ground glass stoppers. Tubes should be used 
unless a carefully regulated incubator is available, as they provide 
for volume changes during incubation; any contraction meaning an 
air bubble. Tubes were not used in any of the analyses given in 
Table No. 8. The temperature of the diluting water was adjusted to 
about 20° C. using hot water or clean chipped ice as conditions re- 
quired, allowing for temperature changes during the manipulations. 
Slight air bubbles were occasionally observed; these, however, as 
already explained, were too small to influence a" results. If tubes 
are used it is quite unnecessary to use an oil seal, since reaeration 
through the open end of the tube is negligible. 


PRELIMINARY DETERMINATIONS. 


If the sample is acid or possesses hydrate alkalinity, bacterial ac- 
tivity will be inhibited. Caustic alkalinity may be removed by add- 
ing enough NaHCO, to form Na,CO, or else all the alkalinity may 
be neutralized with HCl and about 50 p. p. m. of bicarbonate alka- 
linity added. Acidity is neutralized with Na,CO,. If the diluting 
water has a high bicarbonate alkalinity this may be sufficient to 
neutralize the acidity or hydrate alkalinity of the sample in the con- 
centration incubated. In the above caseg the sample should be pint 
with sewage bacteria. 

The initial dissolved oxygen content of the sample should be de- 
termined as it furnishes an index of the biochemical oxygen demand 
of the sample. If no oxygen is present the indication is that the 
sample is heavily polluted. Wastes which have been heated, however, 
may be quite free from dissolved oxygen and still show a very low 
oxygen demand and dissolved oxygen may be present in heavily 
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polluted liquids if the pollution is but recent. If the initial oxygen 
present is sufficient to take care of the biochemical oxygen demand 
of the sample, it is incubated without dilution. This is usually the 
case with river water and frequently so with effluents of good quality 
for short periods of incubation. If the sample is supersaturated with 
dissolved oxygen, tubes, as described above, should be used or prefer- 
ably the excess of oxygen is removed by applying suction to a bottle | 
partly filled with the sample. Supersaturation may be due to the 
presence of certain oxygen-forming algae or to collection of the sam- 
ple at a temperature lower than that of incubation. An apparent 
supersaturation may be obtained if nitrites are present in large quan- 
tities and the Rideal modification is not employed. In the presence 
of atmospheric oxygen the NO formed reacts catalytically to lber- 
ate iodine from the excess of KI added. The Rideal modification 
should be employed in the presence of high nitrites or much organic 
matter. 


CHOICE OF CONCENTRATIONS TO BE INCUBATED. 


Other things being equal, the choice of the concentrations to be 
incubated will evidently depend on the biochemical oxygen demand 
of the sample. If no data are available as to its probable magnitude, 
a preliminary set may be prepared of the concentrations 5, 1, and 
0.2 per cent. This trial set need be incubated but 10 hours to give 
an approximate upper limit of dilution. Once the upper limit has 
been decided upon, the number of concentrations to be incubated 
will depend on the certainty with which the behavior of the sample 
is known and the number of intervals at which it is desired to 
remove bottles for titration. The concentrations are to be made 
each 50 per cent of the next highest until the desired range has been 
compassed. For most wastes, four concentrations (ratio of highest 
to lowest ==1:8) are sufficient to insure 1, 5, and 10 day results. 
Once the method is well in hand, two, or if 5 and 10 day results 
only are desired, a single concentration is all that need be put up. 


METHODS OF PREPARING THE DILUTIONS. 


(a) By adding definite amounts of the sample to the bottles 
directly. This requires that the volume of each bottle be accurately 
known and introduces complications in the computations. If the 
dilutions to be prepared are small, the sampling error may be con- 
siderable. The agreement between duplicates is much better if the 
following method is used: 

(6) A solution is prepared of the desired concentration and the 
bottles filled with it, using a siphon. If it is desired to titrate an 
-jnitial sample and to incubate duplicates, a liter flask is partly filled 
79890° 18-6 
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with the diluting water and the sample added without special pre- 
cautions against aeration. The liter flask is then made up to the 
mark with diluting water, moving the siphon up and down to secure 
good mixing. The contents of the flask are then transferred to three 
bottles, using a small siphon, the first portion going over being 
rejected in order to clean the siphon. The three bottles are first each 
filled half full, then nearly to overflowing. Stoppers or tubes are 
now placed in the bottles, which are then ready for incubation. 

If several concentrations of the same waste are to be incubated 
together, it is convenient to put up one stronger than actually de- 
sired and to prepare the others from it. Thus, if it is desired to in- 
cubate 1, 0.50, 0.25, 0.125, 0.05, and 0.025 per cent concentrations, 
25 c.c. of the samples are made up to 500 c.c. with precautions as 
above. The required concentrations may be obtained by making up 
to 1 liter 200, 100, 50, 25, and 10 ¢. c. portions of this solution. The 
mixture in the 500 c. ¢. flask may be made more uniform by blowing 
back the first 50 or 100 ¢. c. pipetted. 

The procedure of first partly filling the bottles and of raising and 
lowering the siphon while filling the liter flasks is necessary for 
thorough mixing. In all the manipulations the siphons and pipettes 
are kept below the surface of the liquid, not so much to avoid re- 
aeration as to prevent mechanical entrainment of air bubbles. If 
the diluting water has a measurable oxygen demand, blanks should 
be incubated to determine its magnitude. This demand, as explained 
elsewhere, is afterwards applied as a correction to the depletions 
found for the diluted waste. Bottles of the same size as those used 
for the dilutions are filled with the diluting water, rinsing the siphon 
before use in order to avoid contamination. 


DETERMINATION OF THE INITIAL OXYGEN CONTENT OF THE DILUTIONS. 


The dissolved oxygen content of the diluting water must be de- 
termined in all cases, Standard Methods being followed. If the 
water has been stored for a long time, it is not necessary to employ 
the permanganate treatment. Given the dissolved oxygen content 
of the sample, the initial dissolved oxygen content of the dilutions 
may be computed from the amount of waste added and the known 
dissolved oxygen content of the diluting water. The three following 
cases should be borne in mind: 

(a) The oxygen content found analytically is the same as that 
computed; i. e., there is no dissolved oxygen in the sample and the 
waste has no initial demand due to H,S, ferrous compounds, ete. 
In this case if the concentration is 10 per cent and the initial dis- 
solved oxygen content of the diluting water is 8 p. p.m., the initial 
dissolved oxygen content of the dilution is obviously 7.2 p. p.m. 

(6) The dilution shows a higher dissolved oxygen content than 
computed; 1. e., the waste has some dissolved oxygen in it. The 
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amount found analytically represents what is present in the bottle 
at the start of the incubation. 

(c) The dilution shows a lower dissolved oxygen content sivas 
computed; i. e., the waste has an initial oxygen demand. If the 
Rideal iGoumennenatie modification is not employed an apparent in1- 
tial oxygen demand may be found owing to absorption of iodine by 
the organic matter if its concentration is great. The bottle chosen 
for the determination should be allowed to stand for a short while 
until this purely chemical part of the oxidation has taken place. 
If the dissolved oxygen content of a 10 per cent concentration is 
found to be 6.6 p.p.m., while the dissolved oxygen content of the 
diluting water is 8 p.p.m.,the waste has an initial oxygen demand 
of (7.2-6.6) (10) or 6 p. p.m. This initial oxygen demand should be 
recorded separately, as it represents the immediate oxygen require- 

ment of the waste on entering a stream. 

If several dilutions are Bhe up at the same time it is not necessary 
to determine the initial oxygen content of each one; the amount in 
one is found and the rest computed. If the concentrations are all . 
less than 1 per cent, the value found for the diluting water is as- 
sumed unless the initial oxygen demand is being determined. This 
initial oxygen demand is usually negligible in comparison with the 
5 or 10 day biochemical oxygen demand. In converting one-day 
results to total biochemical oxygen demand figures, the initial oxy- 
gen demand should be deducted before applying any factor. It may 
afterwards be added to the total biochemical oxygen demand value 
derived. In many cases the permanganate treatment need not be 
employed in determining the dissolved oxygen content of the dilu- 
tions, the amount of organic matter present being too small to inter- 
fere. This, however, is best determined for each individual waste. 

An alternative method of procedure is to omit all initial titrations 
of the dilutions. The initial dissolved oxygen or the initial oxygen 
demand in the sample itself is determined and the dissolved oxygen 
of the dilutions computed. A little consideration will show that the 
two methods of computation give identical results. 

If tubes are used these are removed after incubation when no air 
bubble is present. If the tubes are retained, the heavy MnSO, solu- 
tion added first 1s allowed to settle a few minutes before adding the 
NaOH and KI mixture to prevent the formation of a precipitate in 
the upper part of the tube. If the reagents are not added through 
the tubes the amount titrated is increased to allow for the sample 
displaced by the reagents. After adding the two reagents men- 
tioned, the bottle is shaken and the precipitated Mn(OH), is al- 
lowed to settle until it is contained in the lower half of the bottle. 
The shaking is then repeated and the precipitate allowed to settle a 
second time. After removing the tubes, if these are present, acid is 
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added to liberate the iodine. Iodine diffuses but slowly, and careful 
mixing 1s necessary to distribute it uniformly. When the iodine ap- 
pears to be uniformly distributed, a few c. c. of solution may be re- 
moved and the bottle shaken. If the color of the precipitated 
hydroxide is pure white the sample contains little or no dissolved 
oxygen. Unless the amount of iodine present is less than corre- 
sponds to 1 p. p. m. of dissolved oxygen, 100 c.c. of the sample is all 
that need be titrated. If a titration is over-run another 100 c.c. 
portion is available. Starch is not added until the amount of iodine 
remaining is equivalent to about one-half c.c. of N/40 sodium 
thiosulphate. If tubes are not retained for the addition of the re- 
agents and 4 c.c. of reagents are added to 300 c.c. bottles, 101.3 c.c. 
are titrated instead of 100. Once the sample has been measured out 
the titration should not be delayed. Titrations of 100 c.c. portions 
from the same bottles, made immediately and after standing for one 
to two hours at room temperature, gave losses up to 1 p. p. m., or 12 
per cent of the true value, the losses being greater with higher con- 
centrations of iodine. 

COMPUTATIONS. 


Given the initial and final oxygen content of a diluted sample over 
any period of time the biochemical oxygen demand of the sample 
for that time is the corrected difference times a factor for the con- 
centration. ‘he correction is based on the fact that the diluting 
water itself has an appreciable oxygen demand and is determined by 
incubating the diluting water under the same conditions as the 
diluted sample. The correction should be calculated for the amount 
of diluting water present. If the concentration is 50 per cent, the 
correction applied should be but one-half of the oxygen demand 
value found for the diluting water. If the concentrations are less 
than 10 per cent the correction may be considered equal to the bio- 
chemical oxygen demand of the diluting water and the same for all 
concentrations. 

The concentration factor is the reciprocal of the concentration 
when expressed decimally. Thus, for a concentration of 5 per cent, 
or, decimally expressed, 0.05, the factor is 20. 

In order to indicate the degree of concordance that is obtainable 
with two dilutions of the same sample, the results of 115 pairs of 
determinations made upon tannery waste, and of 89 pairs made 
upon strawboard waste have been brought together in summarized 
form in Table 2. Each pair consists of one determination made at 
some suitable dilution and a second at twice that dilution. It is 
believed, upon very good theoretical grounds, that the depletion in 
the first case should be twice that in the second, or, in other words, 
that the biochemical oxygen demand values obtained by the incuba- 
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tion of any dilutions of the sample, within the range of the analytical 
procedure will be consistent. 

The table is also arranged to bring out a second fact, namely, the 
independence of the result upon the final degree of oxygen depletion. 
For this reason the data have been compiled into groups of nearly 
the same final depletion, as determined by the depletion in the lower 
concentration. The comparative sample at twice that concentration 
would therefore have about twice as great a final depletion. The 
tannery waste samples tested were the crude waste, the partly puri- 
fied and the final effluents. The biochemical oxygen demand of these 
samples varied from 20 to 4,000 p. p.m. The 230 determinations are 
all given the same weight, irrespective of the source of the sample. 
Organic matter in all stages of oxidation is therefore considered. 
The strawboard wastes examined were the “ beater,” “machine,” and 
a mixture of all wastes.. The biochemical oxygen demand varied © 
from 15 to 8,000 p. p.m. The incubation period for all wastes was 
from 5 to 10 days, and the temperature of incubation was 20° C. 

_ The table shows the proportionality between oxygen depletion and 
the concentration and the absence of any effect of the extent of final 
depletion on this result. 

In the case of the tannery waste samples the sums of the depletions 
for the two concentrations are 281.8 and 565.8. For the strawboard 
waste samples the sums are 227.5 and 449.2, respectively. In each 
case the ratio is nearly 1 to 2, the same as the concentrations 
compared. 


TastE No 2.—Summary of biochemical oxygen demand determinations upon 
industrial wastes. 


Tannery waste. Strawboard waste. 


Sum of depletions 


Sum of depletions 
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ot el aie er the 
low concordant. | Goneord-| Concord- low concordant. | Goncord-| Concord- 
ant A. ant 2A. ant A. ant 2A, 
SING AtOMnos. 2 eceee see 9.1 18.3 9) OF torl’.6.228e2 208s. 11.5 22.8 
Onl OWOMe a cconeseeer 9.5 19.2 Wot lee tO LS Race See 122 $190.8 
87 PeStbOr Ges Sessa cmece 14.6 30.1 Bt FI2O COV 2). woe eee Se ois 9.8 19.5 
CeO ONG gait oa KS aoe 14.0 29.5 el oealgand 2.2) oe ses 14.9 30.0 
Tl OOM V4ee ee ceinwek's 14.7 30.1 SDS only si seeees 18.4 Slat 
TS, fgie OB ic: oSsisnasoer 28.6 57.4 Geo OMS So scare ciel 16.8 34.3 
Oizo Onlysst.22 52650. 13.8 29.0 SAP2brOnly .) Skeet cc 12.5 24.5 
Gr 42. SONY. ss see swtic 14.4 29.0 Wee Gx) Bale ae Sees 18.4 36.9 
441-26 OMY. 2i cc. ces tees 10.0 19.4 GTAP 2-B toOrset.. esac obec 20. 4 40.0 
S le2:GiOnhy -s nsec oe 20.8 41.3 OF SANS. 2. n:saisicipie.= 28.6 56.5 
B | Pi Onl ys 2 ok cst ss ese 1325 28. 2 HOM WSs ands ar4s ses... s 33.6 66. 1 
Shi QiStonl yak. Ws soc ws cies 22.4 42.4 8) | Roepe GOV ole nce ce ceves 30. 4 58. 7 
AMP 2:QIOWIYxioebbeetewte 11.6 DEO ERASE dro rard late tasn ne daletrcre elas Seaisislie scree Mulerane | Sheeeineees 
TOU Siland 3.25. sc. <de. 31.2 GU es ae Bee Ae etait ct a oe Sa ay chell osetia lojeis'e nia Sid siete ote, S 
04/33 and'3.4.4 40322383 20.1 AD SSA. dae Shall ac aaeeccatiw Sea cdetete loa oclasme cil eelsetetie cate 
92325 and Ai0e. ccs ces 33.5 ieee [ete ae cis crcsce al atorar teh sicse wie conillomrata eee asaya meters Saja ate 
TD: |e ctavoraatn epcins cpaie we ce 281.8 565.8 SO Sage oaemaimesiosiaatecsee 227.5 449.2 
281.8 | 227.5 
——- = 5-nearly. 
565. 8 449.2 


86 


The depletions in all groups are nearly proportional to the con- 
centrations and the agreement in any group is within 5 per cent. 
The individual agreements (not shown here) are somewhat better 
when the depletions are 2.5 p. p. m. or greater, and do not appear to 
be any closer when the depletions are between 30 and 60 per cent 
of the oxygen initially present than when they are between 60 and 
90 per cent. In fact, the higher depletions seem to give the most 
concordant results. In any ease the discrepancies are well within the 
experimental error of titration. The conclusion seems to be war- 
ranted that the biochemical oxygen demand values found with differ- 
ent concentrations, using the excess oxygen method, are in very close 
agreement and that this agreement is not altered when the deple- 
tions do not fall within the prescribed 30 and 60 per cent require- 
ment. 

SUMMARY. 

1. An intensive study of the excess oxygen method for determining 
the biochemical oxygen demand of liquid wastes has been made. 
The method has been modified to give consistent and accurate re- 
sults with sewage and a variety of industrial wastes such as are pro- 
duced by tanneries, strawboard mills, breweries, distilleries, canning 
establishments, dairies, abattoirs, etc., as well as with highly purified 
effluents. | 

2. The difficulties encountered are outlined and it is shown that 
failure to obtain concordant results by the use of the excess oxygen 
method is largely due to the use of improperly adjusted diluting 
water, and, in a lesser degree, to errors in making the dilutions. 

3. There is presented the detailed method of procedure developed 
and used by the United States Public Health Service in the study 
of methods for treating industrial wastes. | 

4, Results of a large number of routine determinations of the bio- 
chemical oxygen demand of strawboard and tannery wastes are sum- 
marized. It is shown that the precision of the biochemical oxygen 
demand values obtained with different concentrations is within 5 per 
cent if the diluting water has an oxygen demand of less than 0.6 
p- p.m. at 20° C. for 10 days and the temperature and oxygen con- 
tent of the water are adjusted to the incubation temperature. 

5. By using water with a very low oxygen demand and adjusting 
its temperature and oxygen content before making the dilutions it 
is not necessary to secure depletions within 30 to 60 per cent of the 
initial oxygen present. The results are perfectly reliable if the de. 
pletions are within 20 to 90 per cent of the initial oxygen content. 

6. The technic of the method is also simplified considerably since 
fewer concentrations need be put up and the same concentration can 
be used to derive values over different periods of ti ne, 
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